Smart choice for power 



xantrex 



Size does matter. 



Xantrex GT Series Inverters 

When designing a high performance PV system, size does matter. 
By installing Xantrex GT Series inverters, you can choose matched 
GT inverter building block sizes to precisely match your PV system 
power level. In addition, you can match individual GT inverters to 
multiple array orientations to maximize system efficiency. 

Xantrex GT Series inverters come in 2.5kW, 3.0kW and 3.3kW sizes, 
including a 3.3kW 208v version for commercial applications. 

All Xantrex GT Series inverters are compact and weigh less than 
50 lbs, which allows a single installer to complete the installation. 
An NEC compliant DC disconnect and inverter mounting bracket 
are included to make installations easy and cost effective. 

To learn more about the Xantrex GT Series, 
visit www.xantrex.com/gridtie 




NEC 690 compliant DC disconnect included 

Wide DC operation voltage range 
(195V to 600V DC) 

Up to 94.5% efficiency (CEC listing) 

Communication ports included 

1 0-year extended warranty offered for 
$129 list price 

Slim attractive design for the most 
discerning home owner 



www.xantrex.com 
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-AEE Solar Has It All ! 

The only one-stop, full-service wholesale 
distributor you'll ever need! 
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Small PV Modules 

Our new proprietary line of 5-, 1 0-, 20- and 
50-watt modules for remote power, telecom 
and water pumping applications. 



Nanopulser 
Battery Saver 

Battery desulfator for 
12-, 24- and 48-volt 
battery systems. 





Evergreen 12-Volt 
PV Modules 

Hard-to-find 12-volt modules 
for battery charging systems; 
1 1 watts. 
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Custom-Configured 
Power Panels 

Power panels with Outback, 
Xantrex or SMA inverters for 
grid-connected and stand-alone 
applications. 

12-Volt LED Lighting 

Super-efficient 12-volt flood lamps. 
Come in three sizes, with an array 
of either 1 8, 45 or 99 white LEDs. 



Order Online at www.aeesolar.com 

Call us for a password and auick demo! 



We offer dealers and installers: 

■ Competitive prices on all the top brands 

■ Unsurpassed technical expertise 

■ Widest selection in the business including 
all items for NEC-compliant installations 

Solar 

SUPERSOURCE 

Bringing Power to the People Since 1979 



formerly Alternative Energy Engineering 



2005 AEE Catalog 
Available - 

with space for your 
name and logo! 





800-777-6609 

8:30 - 5:00 Pacific Time, Monday - Friday 
www.aeesolar.com 

1 1 55 Redway Drive • PO Box 339, Redway, CA 95560 
707-923-2277 te\ • 707-923-3009 fax • info@aeesolar.com 



More Power, More Control 




Sunny Boy 3800 & Sunny Beam 

The Sunny Boy 3800U is the newest in our long line of high efficiency solar inverters. 
Compatible with today's larger solar modules, the 3,800 watt Sunny Boy can handle the 
energy needs of a medium to large home and all at a lower cost than ever before. Pair 
any Sunny Boy system with SMA's new Sunny Beam and see for yourself. A sleek desktop 
or wall mount unit, the Sunny Beam is a wireless meter that communicates with your Sunny 
Boy. It's portable and provides daily, current and overall energy yield, along with internal 
data storage. It works with up to four SMA inverters and even connects to your laptop or 
PC. It is retrofittable and takes just minutes to install. Monitor and manage your Sunny Boy 
system with the Sunny Beam and watch your power and your savings soar. 

The Sunny Boy 3800 provides more power, at lower cost, than ever before. 
The Sunny Beam can prove it. 



SMA America, Inc. 

12438 Loma Rica Drive, 
Grass Valley, CA 95945 
Tel. 1.530.273.4895 
Fax 1.530.274.7271 



inro@sma-amenca.com 
www.sma-america.com 



Solar Today... Energy Tomorrow 



t 



I 




I F l.|PP| 

i mi 



... b 



■1 






SurreHc BaElerv Company Ltd- 



Renewable Energy Professionals, make the wise choice! 

Attend the Biggest, the Best, the Original... 




teH/ MID 




msm 



This year we're headed for 



Sun & Surl in San Diego 

Bahia Resort Hotel at Mission Bay 
Thur.-Sun., Jan. 19-22 






Expo 





^bor Cru\« e 




'^OReceP* 



°/ass LoceP 



Dealers and installers, get the most from your training dollar-and have a great time, too! 

At the Energy Outfitters 3rd Annual National RE Tech Expo there will be more than 30 major Renewable Energy 
Equipment Manufacturers displaying their lineup and offering training on their latest equipment. Plus you will enjoy 
meals, receptions, a harbor cruise, and first class accommodations. Don't miss the boat! 



Energy ^ 
Outfitters, 



For more info, and to sign up, call or email today! 

800 GO SOLAR 

sandiego2006@energyoutfitters.com 





10 wind power basics 

Ian Woofenden 

An introduction to the basic components of wind-electric systems, 
and a rundown of the most common system configurations. 

20 efficiency pays off 

Lori Hauser & Ron Nichols 

This couple improved their home's efficiency first, and then 
invested in renewable energy systems that met their budget. 

30 bio/ue/s 

Nick Janes 

Made from plants and grown by American farmers, biodiesel 
and ethanol are both ecologically balanced fuels that are already 
at — or coming to — a pump near you. 

38 building natural 

Michael G. Smith 

Naturally heated homes deserve natural construction materials. 
Check out these sustainably harvested and low embodied energy 
options for building your passive solar home. 
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3ecent high gasoline prices have surely changed our lifestyles in 
a number of notable and positive ways. Gas-guzzling SUVs are being 
traded in for sleeker, fuel-sipping vehicles in record numbers. Alternative 
fuels, such as biodiesel, ethanol, straight vegetable oil, and electric and 



hybrid electric vehicles are options that are suddenly becoming mainstream hot 
topics. Most of us are just driving "smarter," while paying very close attention to 
our gas gauges and the signs at the pumps. 

To help our budgets survive, we are becoming more efficient by combining our 
trips, carpooling, or not using our cars at all in favor of entertaining ourselves at 
home. If we go out, more of us are riding the bus, walking, and bicycling. Being 
able to work from home or living close to our work are new factors to consider 
when choosing a job or housing. As a result of these changes, we lose nothing, but 
gain a better connection to our communities and greater quality time to spend 
with our families, while we engage in more healthful activities. 

If we can learn anything from how high prices have affected our 
transportation habits, it will teach us what we can do to reduce our other energy 
needs and how those changes may make our lives better. High transportation 
costs foreshadow what's just around the corner with other fuels — heating oil, 
natural gas, and grid electricity. We will surely want to modify our use habits 
and make smarter lifestyle choices in our homes and businesses, just as high 
prices for gasoline have changed the way we use our cars. 

This is the perfect opportunity to explore your options. Making energy 
efficiency a higher priority, trading up to Energy Star appliances, and taking 
advantage of the excellent tax incentives now being offered for implementing 
efficiency measures and renewable energy technologies can only improve your 
lifestyle, while saving you money. 

As always, you can count on Home Power for the most up-to-date information 
on RE innovations, practical tips on how to get started with your efficiency 
projects, and the best ideas for making lifestyle changes to save energy and 
money. Just turn the pages. . . 

— Linda Pinkham for the Home Power crew 



Think About It 



Were not there yet...' 



-George W. Bush, President of the United States 
(See Letters to HP, page 108) 
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It's Big. It's Safe. It's Electric. 

Meet the next generation of electric transportation. 



Introducing the EXV. It's one of the most powerful electric cars 
ever made. It's patented design high tech components give the 
EXV a range of up to 55 miles from a single household charge and 
still operates for under 2 cents a mile. Made by e-ride industries, 
an 18 year industry leader in custom electric cars, the EXV has 



Washington-Oregon 

MC Electric Vehicles 
Seattle 800-732-1108 
Portland 800-574-5455 
mcev.biz 



Ohio 

Baker Vehicle Systems 
9035 Freeway Drive 
Macedonia, Ohio 44056 
330-467-2250 • bakervehicle.com 




more safety features and creature comforts than any electric car 
made today. The EXV is also versatile, it comes in a 4 passenger 
sedan, 2 passenger work truck and even an 8 passenger van. We 
invite your inquiries. Please contact a dealer near you or visit our 
web site for more info on our cars and our company. 
The next generation of the electric car is here. Are you ready? 



e-ride 

INIK JS1KIE S 

Princeton, MN. 55371 

800-950-4351 

e-ride.com 



North Carolina 

Carolina Industrial Equip. 
PO Box 667907 
Charlotte, NC 28266 
704-588-4522 



Florida 

Wheelz of Celebration 
741 Front Street, Suite 140 
Celebration, FL 34747 
407-566-0009 
wheelzofcelebration.com 



Wind-Electric Systems 



V W JB^^ ^m*^^" Ian Woofenden 

©2005 Ian Woofenden 

Wind-electric systems may be the most captivating of the three main renewable 
electricity technologies. Most of us just love to watch a wind turbine spin. But these 
systems are also the most prone to problems, and can be more complicated and 
expensive to install. 

To get you started down the right road in using wind energy, this article will 
outline the basic system components and types. It will help you understand the 
systems better, so you will make better choices if you decide that wind energy is 
right for you. 



OFF-GKII) WIND-ELECTRIC SYSTEM 



Off-grid wind-electric systems are battery based. People 
generally choose these systems because their home or other 
energy use is not connected to the grid, and connection 
would be expensive. Others prefer the independence of off- 
grid systems, or live where utilities and governments make 
it difficult to tie a renewable energy system to the grid. 



Off-grid systems are limited in capacity by the size of the 
generating sources (wind turbine, solar-electric array, fuel- 
fired generator, etc.), the resources available, and the battery 
bank size. Off-grid homeowners have to learn to live within 
the limitations of their system capacity. 




10 
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Wind Generator AKA: wind genny, wind turbine 



The wind generator is what actually 
generates electricity in the system. 
Most modern wind generators are 
upwind designs (blades are on the 
side of the tower that faces into the 
wind), and couple permanent magnet 
alternators directly to the rotor (blades). 
Three-bladed wind generators are most 
common, providing a good compromise 
between efficiency and rotor balance. 

Small wind turbines protect themselves 
from high winds (governing) by 



tilting the rotor up or to the side, or 
by changing the pitch of the blades. 
Electricity is transmitted down the tower 
on wires, most often as three-phase wild 
alternating current (AC). 

It's called "wild" because the voltage 
and frequency vary with the rotational 
speed of the wind turbine. The output 
is then rectified to direct current (DC) 
to charge batteries or to be inverted for 
grid connection. 



v. 




A wind generator tower is very often more expensive than 
the turbine. The tower puts the turbine up in the "fuel" — 
the smooth strong winds that give the most energy. Wind 
turbines should be sited at least 30 feet (9 m) higher than 
anything within 500 feet (152 m). 

Three common types of towers are tilt-up, fixed-guyed, 
and freestanding. Towers must be specifically engineered 
for the lateral thrust and weight of the turbine, and should 
be adequately grounded to protect your equipment against 
lightning damage. See my article "Wind Generator Tower 
Basics" in HP705for information about choosing a tower. 
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AKA: emergency 
shutdown mechanism 

Most wind turbines have some 
means of stopping the turbine 
for repairs, in an emergency, 
for routine maintenance, 
or when the energy is not 
needed. Many turbines have 
"dynamic braking," which 
simply shorts out the three 
electrical phases and acts as 
a disconnect. Others have 
mechanical braking, either via 
a disc or drum brake, activated 
by a small winch at the base 
of the tower. Still others have 
mechanical furling, which 
swings the rotor out of the 
wind. Mechanical braking 
is usually more effective 
and reliable than dynamic 
braking. 




Charge Controller 

AKA: controller, regulator 




A wind-electric charge controller's primary function is to 
protect your battery bank from overcharging. It does this 
by monitoring the battery bank — when the bank is fully 
charged, the controller sends energy from the battery bank 
to a dump (diversion) load. 

Many wind-electric charge controllers are built into the same 
box as the rectifiers (AC-to-DC converters). Overcurrent 

protection is needed between the battery and controller/ 

dump load. 



In batteryless 
grid-tie systems, 
there is no controller 
in normal operation, since 
the inverter is selling whatever 
energy the turbine is generating. But 
there will be some control function in 
the case of grid failure, and there may 
be electronics before the inverter to 
regulate the input voltage. 




GRID-TIED WIND-ELECTRIC SYSTEM 
WITH RATTERY RACKIJP 



Connecting a wind-electric system to the utility grid with 
battery backup gives you the best of both worlds. You have 
the unlimited capacity of the grid at your disposal, and 
you can send your surplus wind energy to the grid. When 
the grid is down, you can still use your system, within the 



limitations of the battery bank and turbine. Wind-electric 
systems can be a much better match for utility backup 
than solar-electric systems, since many grid outages are 
caused by high winds. The drawback is that this is the most 
expensive type of wind-electric system you can install. 
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t) Dump 



AKA: diversion load, shunt load 




Solar-electric modules can be turned off — open 
circuited — with no damage. Most wind generators 
should not run unloaded. They will run too fast 
and too loud, and may self-destruct. They must be 
connected to a battery bank or load. So normally, 
a charge controller that has the capability of 
being a diversion controller is used. A diversion 
controller takes surplus energy from the battery 
bank and sends it to a dump load. In contrast a 



series controller (commonly used in PV systems), 
actually opens the circuit. 

A dump load is an electrical resistance heater, 
and it must be sized to handle the full generating 
capacity of the wind generator used. These 
dump loads can be air or water heaters, and are 
activated by the charge controller whenever the 
batteries or the grid cannot accept the energy 
being produced. 



r(i 



Bank AKA: storage battery 



Your wind generator will produce electricity 
whenever the wind blows above the cut-in 
speed. If your system is off grid, you'll need 
a battery bank — a group of batteries wired 
together — to store energy so you can have 
electricity when it's not windy. For off- 
grid systems, battery banks are typically 
sized to keep household electricity running 
for one to three calm days. Grid-intertied 
systems also can include battery banks 
to provide emergency backup during 
blackouts — perfect for keeping critical 
electric loads operating until the grid is up 
again. 




Use only deep-cycle batteries in wind- 
electric systems. Lead-acid batteries 
are the most common battery type. 
Flooded lead-acid batteries are usually 
the least expensive, but require adding 
distilled water occasionally to replenish 
water lost during the normal charging 
process. Sealed absorbed glass mat 
(AGM) batteries are maintenance free 
and designed for grid-tied systems 
where the batteries are typically kept at a 
full state of charge. Sealed gel-cell batteries 
can be a good choice to use in unheated spaces 
due to their freeze-resistant qualities. 



J 




Main DC 

Disconnect To Household Loads 
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System Meter 

AKA: battery monitor, amp-hour meter, 
watt-hour meter 

System meters can measure and display several different 
aspects of your wind-electric system's performance and 
status — tracking how full your battery bank is, how 
much electricity your wind 
generator is producing or 
has produced, and how 
much electricity is in use. 
Operating your system 
without metering is like 
running your car without 
any gauges — although 
possible to do, it's always 
better to know how much 
fuel is in the tank. 



i 



it 

\W Main DC Disconnect 

AKA: battery / inverter disconnect 



In battery-based systems, 
a disconnect between the 
batteries and inverter is 
required. This disconnect 
is typically a large, DC- 
rated breaker mounted in 
a sheet metal enclosure. 
This breaker allows the 
inverter to be quickly 
disconnected from the 
batteries for service, and 
protects the inverter-to- 
battery wiring against 
electrical fires. 



BATTERYLESS GRID-TIED WIND-ELECTRIC SYSTEM 



Connecting to the grid without batteries is the most cost- 
effective and environmentally friendly way to go. You 
eliminate batteries, which are costly, require maintenance, 
and carry a significant efficiency penalty. The only drawback 
of batteryless systems is that when the grid is down, your 
system shuts down. But in most grid-serviced areas, utility 
outages are only a few hours a year — a small inconvenience 
to endure for the efficiency, environmental friendliness, and 
thriftiness of these systems. 



Batteryless grid-tie systems may see increased 
performance (sometimes dramatically) from the wind 
turbine compared to battery-based systems. This is because 
the inverter's electronics can match the wind's load more 
exactly, running the turbine at optimum speed, and 
extracting the maximum energy. 



Note: This is a simplified diagram, 
showing only major system components. 





Dump 
Load 
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%W Inverter 

AKA: DC-to-AC converter 



1 


1 


1! 


ill 1 



Inverters transform the 
electricity produced 
by your wind gen- 
erator into the AC 
electricity commonly 
used in most homes 
for powering lights and 
appliances. Grid-tied in- 
verters synchronize the 
electricity they produce with 
the grid's "utility grade" AC electricity, allowing the 
system to feed wind electricity to the utility grid. 

Grid-tie inverters are either designed to operate 
with or without batteries. Battery-based inverters 
for off-grid or 
grid-tie systems 
often include a 
battery charger, 
which is capable 
of charging a 
battery bank from 
either the grid or a 
backup generator 
during cloudy 
weather. 
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AKA: mains panel, breaker box, fuse box 

The AC breaker panel, or mains panel, is the point at 
which all of a home's electrical wiring meets with the 
"provider" of the electricity, whether that's the grid 
or a wind-electric system. This wall-mounted panel 
or box is usually installed in a utility room, basement, 
garage, or on the exterior of the building. It contains 
a number of labeled circuit breakers that route 
electricity to the various rooms throughout a house. 
These breakers allow electricity to be disconnected 
for servicing, and also protect the building's wiring 
against electrical fires. 

Just like the electrical circuits 
in your home or office, an 
inverter's electrical output 
needs to be routed through 
an AC circuit breaker. This 
breaker is usually mounted 
inside the building's mains 
panel. It enables the 
inverter to be disconnected 
from eitherthe grid orfrom 
electrical loads if servicing 
is necessary. The breaker 
also safeguards the 
circuit's electrical wiring. 




To Household 
Loads 
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Kilowatt- Hour 
Meter 




To / From 
Utility Grid 
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Kilowatt-Hour 
Meter 

AKA: KWH meter, utility meter 



Most homes with 
electric system will 
both coming from 
electric utility grid 
A bidirectional 
KWH meter can 
simultaneously 
keep track of how 
much electricity 
you're using 
and how much 
your system is 
producing. The 
utility company 
often provides 
intertie-capable 
meters at no cost. 



a grid-tied wind- 
have AC electricity 
and going to the 
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AKA: gas-guzzler, "the Noise' 



Off-grid wind-electric systems can be sized to provide 
electricity during calm periods when the wind doesn't 
blow. But sizing a system to cover a worst-case scenario, 

like several calm weeks 
during the summer, can 
result in a very large, 
expensive system that 
will rarely get used to 
its capacity, and will run 
a huge surplus in windy 
times. To spare your 
pocketbook, go with at 
least two sources of 








energy. Wind-PV hybrid systems are often an excellent 
fit with local renewable resources. But a backup, fuel- 
powered generator still may be necessary. 

Engine-generators can be fueled with biodiesel, petroleum 
diesel, gasoline, or propane, depending on the design. 
Most generators produce AC electricity that a battery 
charger (either stand-alone or incorporated into an inverter) 
converts to DC energy, which is stored in batteries. Like 
most internal combustion engines, generators tend to be 
loud and stinky, but a well-designed renewable energy 
system will require running them 50 to 200 hours a year 
or less. 



DIRECT-DRIVE RATTERYLESS 
WIND-ELECTRIC SYSTEM 

These are the least common wind-electric systems, typically used for 
water pumping. A turbine is matched to a pump, often through an 
electronic controller. When the wind blows, water is pumped to an 
elevated tank, a stock-watering tank, or directly to the land to irrigate. 
These systems can be simple and cost effective in the right situation. 
Direct-drive systems are also used for heating, which can be a good 
match, since it's normally colder when it's windy. But heating is a big 
load, so large turbines are needed. 



Note: This is a simplified diagram, 
showing only major system components. 



Controller 




Brake 



To Direct- 
Powered Load 



Do It Right 

& Harvest the Wind 

If you want a simple, reliable, maintenance-free 
renewable electricity system, buy solar-electric 
modules. Wind-electric systems are not for the 
faint-of-heart, and will probably never be a simple 
"appliance" that you can install and forget about. 
These are spinning machines in a very harsh 
environment. You don't expect your car to operate 
without maintenance, and you choose and drive 
it carefully to avoid accidents. The same is true 
of wind-electric systems — the renewable energy 
systems that take the most maintenance, and have 
the highest potential for problems. Wind-electric 
systems are very satisfying when they work, but 
very disappointing (and visible) when they don't. 

Don't buy cheap equipment, and do buy a 
tall tower! Buy the best turbine for your site, 
regardless of price, and put it on the tallest tower 
possible. Investing in quality up front will pay off 
in the long term. Almost all of the disappointment 
I hear about from wind energy users is related 
to buying lightweight equipment for heavy-duty 
sites, or installing equipment on towers that are 
not well above surrounding obstructions. 

If you do it right, wind energy can be the most 
satisfying of the renewable energy technologies. There's 
nothing quite like watching a wind generator spinning, 
filling up your battery bank or sending energy to the 
grid. When the wind blows, you may need to button up 
your overcoat, but you'll get a warm feeling, knowing 
that the wind is working for you. 

Access 

Ian Woofenden, PO Box 1001, Anacortes, WA 
98221 • ian.woofenden@homepower.com 
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Now with an 
improved design 
for even higher 
efficiency 



More reliable redundant architecture. 
More reliable redundant architecture. 

Our FRONIUS IG 5000 class grid tied inverters are twice as smart, thanks to the MIX™ Concept - 
an intelligent control system that produces higher energy yield. And a lot more reliable, because of 
dual-inverter architecture using redundant power circuits that can work independently. 

At a weight of only 42 pounds - less than half the competition - the FRONIUS IG 5100 delivers 
5,100 Watts, including built-in DC and AC disconnects to make installation even easier. 

You also get user-friendly tools like the informative display and remote monitoring that help make 
the FRONIUS IG 5000 class the only inverters in their power range with an established track record. 

Find out why more than 100,000 FRONIUS IG inverters have been installed worldwide. 
It's because they really are better than the rest. And you don't have to say that twice. 




Fronius USA LLC 5266 Hollister Avenue #117, Santa Barbara, CA 931 1 1 
Tel: 805-683-2200 Email: pv-us@fronius.com Web: www.fronius.com 
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POWERING YOUR FUTURE 




Cur E-Panel allcws rccm fcr yeur Classics! 

And Provides 

*• Pre-wired system 

* AC bypass 

* AC & DC disconnect 

*■ Cyercurrent Prctecticn 





At just 2.25 inches deep and less than 17 pounds, the sleek new 3.6 kW Aurora 
PVI-3600 inverter is no lightweight when it comes to energy harvesting! 




fro hi £ Sul Lb van's Technology 
ifiiiDvntion of thcr Year 2005 

Five Best Designs Award INTEL 2Q05 



This 94.5% CEC efficiency rated inverter, with 
industry exclusive dual source input circuits- 
each with its own max power point tracker-gives 
you design flexibility and unmatched energy 
harvesting capability. Tested to UL 1741 by CSA, 
the PVI-3600 has an input voltage range of 150 
- 540 volts and a graphical LCD display with 
integrated data logger. Light weight, attractive 
design and superior energy production 
make the PVI-3600 from Magnetek 
ideal for indoor installations in 
new homes. 

Rely on Magnetek-a $240 million 
worldwide leader in digital 
power electronics including 
photovoltaic inverters, 
elevator and motor drives, 
power supplies, telecom 
rectifiers, wind turbine 
converters, and fuel cell 
converters-for your alternative 
energy power needs. 




AURORA 

Photovoltaic Inverters 



For more information on Magnetek's new Aurora PVI-3600 Inverter and other advanced products for 
the alternative energy market, contact us today at 1-866-381-2035. 

www. alternative-energies, com 



North American - Magnetek Inc. 

N49 W13650 Campbell Drive 
Menomonee Falls, Wl 53051 
Toll Free: 1-866-381-2035 
Fax: 1-262-790-4142 
aesales-us@magnetek.com 



MAGNETEK 

UNCOMMON P-Qwr. P 



Europe - Magnetek, S.p.A. 

Via San Giorgio 642 

52028 Terranuova Bracciolini, Arezzo, Italy 
Phone: (+39) 055-9195-1 
Fax: (+39) 055-9738-270 
aesales-eu@magnetek.it 




Lori Hauser & Ron Nichols 

©2005 Lori Hauser & Ron Nichols 



By virtue of a long-held intrigue with solar energy, along 
with a conservationist attitude fostered by parents of the 
Great Depression, our attraction to renewable energy (RE) 
as a lifestyle felt like a natural fit. Personal choices include 
reducing our dependence on cars by walking, using public 
transportation, and riding bicycles as much as possible. 
We grow some of our food in an organic vegetable garden. 
These and other savings associated with our conservationist 
and energy efficient lifestyle made our financial investment 
in renewables a realistic and viable option. 

Finding Phantoms & Improving Efficiency 

Our active participation in RE began about three years ago 
when we invested in green electricity from Puget Sound 
Energy (PSE), the local utility. PSE allows its customers 
to choose renewable energy sources for their electricity by 
paying a small, additional cost per KWH. The US$3 to $4 
more per month was worth it to know that all of the energy 
we were using was generated by renewable sources. 

Then, through a class offered by the community college 
from locals who live off grid, we learned about general solar- 
electric system design and feasibility, along with principles 
of conservation. Attending the SolWest Fair in John Day, 
Oregon, exponentially expanded our interest in RE. 



But we were limited by our budget, so before thinking 
about how to invest and what system to install, we studied 
our energy use habits to find out how we could reduce our 
electricity consumption. 

Our home was built in the '90s and has double-pane 
windows. We recently upgraded to a 96 percent efficiency, 



Evacuated-tube solar hot water collectors maximize heat gain 
on overcast days that are common in the Pacific Northwest. 
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gas, forced-air furnace. We added insulation to the attic and 
to the crawl space under the house to reduce heat loss in 
winter and limit heat gain in summer. We diligently began 
pulling shades and blinds on the windows to preserve heat 
on cold winter nights and to prevent overheating on hot 
summer days. 

We used a Kill A Watt watt-hour meter to measure the 
energy use of all our appliances and began to eliminate 
phantom loads — hidden loads from devices that continue 
to use energy even when you've turned them "off" or are 
not using them. We shut off the furnace at the electrical 
panel in summer to eliminate its phantom load, and use 
a multiplug switch for the TV, VCR, and DVD player. We 
replaced incandescent lightbulbs with compact fluorescents, 
which produce the same amount of light but only use about 
30 percent of the energy. 



rr4 



Solar Collector: 

Thermomax 
Solamax, 30 tube 



SDHW System 



Type: Evacuated tube, pressurized glycol 

Location: Mount Vernon, Washington 

Production: 99 percent, April-Sept.; 50 percent or 
more, Oct.-Mar. 

Collector: Thermomax Solamax, 30-tube 
collector; 48 square feet 

Collector installation: Wall-mounted at 62-degree 
tilt 

Storage: Existing 50 gal. electric hot water tank 

Heat exchanger: Butler Sun Solutions Solar 
Wand, 4 ft. 

Circulation pump: Taco 009 solar loop 

Pump controller: Thermomax SMT100 controller, 
120 VAC 

System performance metering: Thermometer 
built into SMT 100 controller (tank temp.) 



Differential Controller: 

Thermomax SMT 100 



Boiler 
Drain 




Heat Exchanger: 

Butler Sun 
Solutions, Solar 
Wand, 4 ft. 



Water Heater/ 
Storage Tank: 

50 gal., 
electric backup 



Fortunately, we had made 
energy-wise choices in selecting a 
front-loading washer and electric 
dryer from Creda, and had the added 
benefit of a small and efficient electric 
oven and a gas countertop stove. 
We installed a clothesline or "solar 
dryer," and began to plan our clothes 
washing according to favorable days 
for outdoor drying. 

We discovered that our electric 
water heater was the largest consumer 
of electricity. Although we would have 
liked to install an on-demand (tankless) 
gas water heater, our situation did not 
lend itself well to the outdoor venting 
that is required. Instead, we placed a 
timer on the existing water heater to 
coordinate hot water use for morning 
and evening, and insulated the tank 
and pipes to reduce heat loss. We also 
installed low-flow showerheads to 
reduce the amount of hot water used. 



www. homepower.com 
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A little insulation and conservation is all it took for Lori and Ron 
to substantially reduce their energy use. Now, the renewable 
energy system that fit their budget also meets their needs. 



Conservation Becomes Participation 

Our conservation paid off. With these simple strategies, 
we reduced our energy consumption by an average of 
30 percent. We were excited about the way we were 
consuming energy thoughtfully, but without any hardship 
on our lifestyle. We now had a pretty good handle on what 
we would need for renewable energy production. 

Ron attended a local hands-on workshop, and got to 
participate in installing a small, residential solar-electric 
system. Together, we visited several solar-electric and 
wind-powered systems throughout the Northwest as part 
of the American Solar Energy Society's National Solar 
Tour. It was now time to make the leap toward our own 
renewable energy production. We wanted to invest in 
a system that would be effective and efficient for our 
specific needs and situation. The savings associated with 
our lifestyle, and the knowledge of our energy needs, made 
the financial investment in solar energy and the goal of 
energy independence a genuine possibility. 

We had saved for probably six or seven years, knowing 
we would be adding improvements to our home along 
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the way. But our home was relatively new and other 
than cosmetic choices, we had already done the necessary 
structural improvements. Rather than change decor or 
aesthetic atmosphere, buy new cars, or spend money on 
other consumer garbage, we chose to invest in solar energy 
for the future. 

Solar Thermal Start 

We decided to start with a solar thermal system, one of the 
most cost-effective uses of solar energy, to heat our water. 
Ron chose an evacuated tube system that performs well in 
the cold and overcast conditions common here in the Pacific 
Northwest. 



Solar Hot Water 



Item 


Cost (US$) 


30 Solamax tubes 


$1,428 


AST 30 solar manifold 


628 


Taco pump set, with expansion tank 
& plumbing 


532 


Labor 


500 


Solar Wand heat exchanger 


275 


Thermomax differential controller 


267 


Mount for collector & manifold 


165 


Misc. pipe, fittings, insulation 


159 


Misc. plumbing, valves, drain 


112 


Shipping 


100 


Kitec tubing & misc. 


100 


Grundfos UP15-42F circulating pump 


88 


Propylene glycol antifreeze, 1 gal. 


16 


C-H breaker, 20 A 


6 


Total 


$4,376 



22 



home power 110 / december 2005 & January 2006 




payoff 



Lori and Ron turned the 
installation of their photovoltaic 
system into an educational 
experience for others in 
their community. Through 
a Solar Energy International 
(SEI) workshop, two dozen 
enthusiastic students got 
hands-on experience installing 
a renewable energy system. See 
Access for info on how you can 
participate in a similar event. 

Left: Laying out the mounting rack. 

Right: Ron Nichols and an SEI student 
install the first PV panel. 



Right: MC connectors make 
series wiring easy. 



Below: Bolting down 
the PV array. 



m e 






■ 








Below Left: Lori and 
students watch the meter 
spin backwards. 

Below: Success! 
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Photovoltaics: Twelve Sharp NT-185U1, 185 W each, wired for 2,220 W total at 434.4 Vmp 



PV Disconnect: 

Square D HU361RB, 
SOV lightning arrestor 



Ground 




AC Mains Panel: 

To 120/240 VAC 
loads , 











L SWR 2500 





Inverter: SMA 

Sunny Boy 2500U, 2,500 W, 
234-550 VDC MPPT window, 
600 VDC maximum input, 
240 VAC output 



Note: The local utility does not require 
a lockable AC disconnect. 




Utility KWH Meter: 

Bidirectional 



To/From Utility: 

120/240 VAC 



PV Input Breakers: 

15 A, two-pole 



Ground 



Note: All numbers are rated, 
manufacturers' specifications, 
or nominal unless otherwise 
specified. 



PV System 



Type: Batteryless, grid-tie PV 
Solar resource: 3.5 average daily peak sun hours 
Production: 160 AC KWH per month average 
Utility electricity offset: 100 percent 

Photovoltaics 

PV: Twelve Sharp NT-185U1, 185 W STC, 36.2 
Vmp, 24 VDC nominal 

Array: One, 12-module series string, 2,220 W 
STC, 434.4 Vmp 

Array disconnect: Square D HU361RB 

Array installation: UniRac SolarMount, 23-degree 
tilt 

Balance of System 

Inverter: SMA Sunny Boy 2500U, 2,500 W, 600 
VDC maximum input, 234-550 VDC MPPT voltage 
window, 240 VAC output 

System performance metering: Bidirectional AC 
KWH meter and Sunny Boy inverter display 



Our Solamax 30-tube system is mounted on the south side 
of the house at a 62-degree angle — an optimal orientation 
that takes advantage of the sun's lower path in the sky 
during wintertime. In summer, we knew the system would 
be producing more hot water than we use, so we did not 
need to maximize summer exposure. 

The existing electric water heater serves as the storage 
tank. A 4-foot-long (1.22 m) Solar Wand submerged in 
the hot side of the tank serves as a heat exchanger and 
uses propylene glycol to transfer heat. Given the high heat 
capacity of the glycol running through the tubes, there 
needed to be a way to accommodate overproduction during 
peak periods. We routed this "dump load" through Kitec 
PEX tubing — engineered composite pipe made from flexible 
aluminum and cross-linked polyethylene tubing — in the 
crawl space under the house. 

Since its installation in November 2003, the system has 
impressed us. Between April 2004 and September 2004, 
it met almost 100 percent of our hot water needs, which 
average about 20 gallons per person, per day. During the 
fall and winter months, it meets about 50 percent of our 
demand. 

Next Steps 

Given the freedom from depending on electricity to heat 
our water, our electrical consumption was diminished to a 
manageable level (a monthly average consumption of 185 
KWH) that could be met with a modest PV system. Through 
our good fortune, we had the opportunity to become a 
workshop site for Solar Energy International (SEI). With the 



home power 110 / december 2005 & January 2006 



solar payoff 



PV System Production 
vs. Consumption 




April June August October December February 

2004 2004 2004 2004 2004 2005 

Month 

PV Production Household Consumption 



help of SEI participants and instructors, we installed twelve 
Sharp 185 W monocrystalline modules on the south side of 
our roof, and tied the array to a Sunny Boy 2500 inverter. 
This project was the first grid-tied PV system in our town. 

Because we have no batteries to baby-sit, the system is 
simple to use and maintain. Since April 10, 2004, when the 
installation was completed, the PV system has produced an 
average of 6.59 KWH per day. We've only used an average 
of 6.2 KWH a day. PSE allows us to "bank" excess energy 
we produce on an annual, rather than a monthly basis. This 
enables us to accumulate a surplus of stored kilowatt-hours 
during sunny months to help offset our electrical usage 
during cloudy months, when system production is lower. 



PV System Costs 



Item Cost (US$) 



12 Sharp NT-185UI PV modules 


$9,528 


SMA 2500U inverter, with display 


2,950 


UniRac module mounts 


1,054 


Shipping 


319 


Square D HU361RB DC disconnect 


181 


Misc. conduit & electrical 


125 


Scissor lift rental, 1 day 


112 


2 Multiconductor cables, 100 ft. 


100 


Electrical building permit 


76 


Delta lightning arrestor 


42 


C-H BR215 two-pole breaker, 15 A 


9 


Total 


$14,496 



Investing in the Future 

There are many avenues to take in pursuing renewable 
energy, and we can all make a difference. One simple yet 
powerful way to invest in renewable energy is to buy green 
power from your local utility. Supply follows demand, and 
demand from enthusiastic, educated, and informed people 
will make a difference. 

Investing in renewable energy is our way of investing 
in the future. Anything we do to reduce our dependence 
on nonrenewable energy sources is positive, no matter how 
small it may be to start — it goes beyond our own pocketbooks 
and into the preservation of the world's resources. 

Access 

Lori Hauser & Ronald Nichols, 524 Jefferson St., Mt. 
Vernon, WA 98274 • 360-336-1085 • lhauser@mv.kl2.wa.us 

Jeffrey Utter, Alternative Energy Solutions, 3231 Hillside 
Rd., Deming, WA 98244 • 360-303-5024 • Fax: 360-592-5166 • 
SDHW installation assistance 

Butler Sun Solutions, PO Box 1666, Solana Beach, CA 92075 • 
Phone/Fax: 858-259-8895 • 
butlersunsolutions@adelphia.net • 

www.butlersunsolutions.com • Solar Wand in-tank heat 
exchangers & parts for solar-assisted hot water systems 

Creda • www.creda.com • Horizontal-axis clothes washer, 
efficient electric clothes dryers (imported from the UK) 

Delta Lightning Arrestors, PO Box 750, Big Spring, TX 
79721 • 800-335-8252 or 432-267-1000 • Fax: 800-335-8227 • 
deltala@msn.com • www.deltala.com 

Ipex Inc., 9940 E. 47th St., Denver, CO 80238 • 800-473-9808 
or 303-754-0102 • Fax: 303-754-0109 • www.ipexinc.com • 
Kitec PEX tubing 

P3 International, 132 Nassau St., New York, NY 10038 • 
888-895-6282 or 212-346-7979 • Fax: 212-346-9499 • 
info@p3international.com • www.p3international.com • 
Kill A Watt meter 

Jay Peltz, Peltz Power, PO Box 2391, Redway, CA 95560 • 
707-923-3477 • jay@asis.com • SEI workshop instructor & 
PV system supplier 

Sharp Electronics Corp., 5901 Bolsa Ave., Huntington 
Beach, CA 92647 • 800-SOLAR-06 or 714-903-4600 • 
Fax: 714-903-4858 • sharpsolar@sharpsec.com • 
www.solar.sharpusa.com • PV panels 

SMA America Inc., 12438 Loma Rica Dr., Grass Valley, CA 
95945 • 530-273-4895 • Fax: 530-274-7271 • 
info@sma-america.com • www.sma-america.com • 
Sunny Boy inverter 

Solar Energy International, PO Box 715, Carbondale, 
CO 81623 • 970-963-8855 • Fax: 970-963-8866 • 
sei@solarenergy.org • www.solarenergy.org • 
RE workshops 

Taco Inc., 1160 Cranston St., Cranston, RI 02920 • 
401-942-8000 • 401-942-2360 • marcha@taco-hvac.com • 
www.taco-hvac.com • SDHW circulating pumps 



www. homepower.com 
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Thermomax Industries Ltd., 3181 Kingsley St., Victoria, BC, 
Canada V8P 4J5 • 888-923-9443 or 250-721-4360 • 
Fax: 888-923-9443 or 250-721-4329 • 
zev@solarthermal.com • www.solarthermal.com • 
Solamax evacuated tube collectors & controllers 

UniRac Inc., 3201 University Blvd. SE, Ste. 110, 
Albuquerque, NM 87106 • 505-242-6411 • 
Fax: 505-242-6412 • info@unirac.com • www.unirac.com • 
Rack mounting system j&l 




TCT fOMR 

* www.tctsolar.com 
904.358.3720 



ProgressivTube® 22 Years of Performance 
Commercial & Residential Applications 
Dealer & Distributor Inquiries Invited 





WITH WINSTC 

• Residential / Domestic Water Heating 
• Commercial Water Heating 
• Industrial Water Heating 

• Domestic Space Heating 
• flir Conditioning 
• Swimming Pool and Spa Heating 
• Snouj Welting 





: 3622 S. Morgan st. Chicago, 1L 60609 
PH: 773-847-8333 F: 773-847-8555 



2101 Westinghouse Blvd, SteIISr 
Ph: 919-871-0423 F: 919-871-0702 



WtM WMi 

SOLAR ASSISTED HOT WATER 



Closed Loop Antifreeze System 



"Let Our Solar Wand Tame Your 

Utility Bills" PU T 
Energy ■ Invest Today "Sun Will Pay" 
Employment ■ GMfoAsmrim Ms 
Environment -Reduce CO2 Emissions 
Empowerment - 30% Federal Tax Credit 

Straight Forward Installation, Solar 
Powered Pump, Automotive Type Radiator Unit 
Kits Including Anti-Scald Valve From $2,700 

www.butlersunsolutions.com 




Butler Sun Solutions 



"Dedicated to conserving the 
"earth's energy and water resources.' 



858-258-8895 

*Patents Issued & Pending 
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Solahart has been 
designing and building 



solar water 
heaters since 
1953. The Solahart 
brand is backed by 
Rheem, the largest 
water heater 
manufacturer 
in the world. 



Hot Water Free from the Sun 



Buy Solahart systems 
with confidence. 

• Simple and reliable 
passive thermosiphon 
systems 

• Open and closed loop 
systems for installation 
in almost any 
environment 

• 5 and 10 year warranty 
options 



For more information 

on Solahart systems 
and dealers, call 
334-260-1525 
or email us at 
solar@rheem.com 
Dealer inquiries 
are welcomed! 



Hot Water Free from 
the Sun™ is a trademark 
of Solahart Industries 
PtyLtd 



ISRCC) 





Solahart systems 
OG-300 certified by SRCC 



Rheem Water Heating | 101 Bell Road I Montgomery, AL 36117-4305 I www.solahart.com 



The New Value Frontier 

® KyocERa 

KYOCERA Solar, Inc. 



KYOCERA EMPOWERS YOUR FUTURE 



By expanding the new 
high-efficiency d.Blue 
solar cell technology 
to our entire line of 
photovoltaic modules 

All modules are covered by Kyocera's 
25-year power output warranty. 



SOLAR by KYOCERA 



Call 800-223-9580 or click 
www.kyocerasolar.com to learn more. 




© 2005 Kyocera Solar, Inc. All Rights Reserved. 
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NEW SOCIETY PUBLISHERS 




Roal Goods 
Solar Living 
Sourcebook 

— ■ I Is h E tSI li dm 

The Complete 
Guide ta Rondwafaln 
Energy Tr-chnoJoHirs 
-md 5m* cnmnble 
Uvln£ 

The Treihly-updaxed 
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BlOdlftUJ Power 

Thr* PaisiDn, tne People. 
;tnd Pvlltkt of the NmC 
HemwibJe Fuel 

[ffa EicaV 

"Widn unbelievable commFimmiv 
acerbic wtL and a bona fide love lor 
the down-hamc i ooH ni the hiafuc-l 
mowmenLLyie EhiH lui thconicled 
{like no other} ihe complex and 
often cnt.crtniniri£ dynamic! fli the 
burgeoning world of b:nc"iDi &T 
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The Solar 
Food Dryer 

How co Mike 
arid Ulc Your 
Own Low-Coit P 
High Ff-riom-k.iner-, 
Sun-Powered Food 
Dehydrator 

Make your own 
solar- po-wercd food 

dryer and preserve 

the goddnw* of 
your ftirden ve£flie*. 
f- -J h. and herbs 
nti year iong-JJ* Pi 

A MffPiBr fixrrh H-funi 



Chasing the Sun 

SoUr Adventure* 
Around the World 

An Jniplfinjitory 
o-f delivering solar 
electricity to 50.000 

family in eleven 
eoLrtLriel. 
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Have Fries — Will Travel! 

Hm Adventures of a- Vttggle-f'owend 
Cur and An Eta-Rap Star 

I jrqfa ft! Hrmppf, iriivst by KtfEny Dtfwi 

This aaVeniure icory Cor children of ill 
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Sustainable Fuels for Your Car 



Nick Janes 

©2005 Nick Janes 



Like most people in North America, I 
like to drive. Recently I have begun to 
appreciate the real price that we pay 
for driving. It's not just the US$3 or 
more at the pump. People are giving 
their lives for our fuel. Air pollution is 
terrible. Something has to change. 

Gasoline and diesel are the main 
fuels used for transportation around 
the world. But new alternatives are 
out there. I say "new," but these fuels 
are not really new. Rudolf Diesel's first 
diesel engine ran on peanut oil. Henry 
Ford had ethanol-fueled Model Ts. 
Electric cars were among the very first 
cars ever produced. Cheap petroleum 
replaced all of them. However, 
petroleum can't last forever. 

We need sustainable solutions to 
our transportation needs. This article 
focuses on two biofuels that are 
commercially available in the United 
States — biodiesel and ethanol. 

Sustainability 

Ideally, our fuel processes and 
materials should all be ecologically 
friendly. If we turn plants into fuel, 
we can make our fuel carbon-neutral. 
The combustion products are C0 2 and 
water vapor. A small amount of carbon 
monoxide (CO), unburned fuel, and 
nitrous oxides (NO x ) are released as 
well. We can combat most of these other 
emissions with various techniques. The 
big win is that the bulk of combustion 
products (C0 2 and water vapor) are 
absorbed by plants and recycled back 
into the growing process. 

Many would argue that we can't 
grow enough plants to replace the fuel 
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that we burn. There are studies on both sides. The reality is 
that we cannot continue to rely solely on fossil fuels. Biofuels 
are an alternative that we can use today. 

Energy Balance & Availability 

Positive energy balance is necessary for a sustainable 
system. A sustainable fuel must provide as much or more 
fuel energy than it takes to produce. Many forms of energy 
are involved — fuel for the transport of the raw and finished 
products, electricity to run the processing equipment, and a 
heat source for processing. 

For fossil fuel, a well must be drilled and the crude oil 
pumped out of the ground. It's then transported to the 
refining facility — sometimes halfway around the world. 
Then the refined fuel is transported to the retail station. 
Making a gallon of gasoline requires 
several gallons of fuel and a lot of 
electricity, creating a negative energy 
balance. Studies show that both 
ethanol and biodiesel have positive 
energy balances. 

Another big challenge with biofuels 
is availability. About 170,000 retail 
gasoline stations are in the United 
States. Unfortunately, relatively few 
locations sell biofuels. But over the 
last few years, availability of biodiesel 
and ethanol-blend fuels has increased 
substantially. 




Biofuels are cleaner, greener, and becoming 
cost-competitive with fossil fuels. 

leading to carbon buildup and eventual blockage of the 
fuel injectors. While biodiesel is most commonly made 
from soybean oil, the oil is thinned enough to run well in a 
modern engine through a process called transesterif ication — 
a reaction with sodium hydroxide and methanol. The 
glycerin by-product can be used in soaps and cosmetics. 

Biodiesel is approximately 10 percent oxygen, which 
promotes more complete combustion, reducing soot and 
carbon monoxide. New federal regulations mandate that 
sulfur in diesel must be radically reduced over the next few 

Biodiesel blends are premixed and ready to dispense. 




Biodiesel 

While the first diesel engine was made 
to run on plain vegetable oil, modern 
diesel engines run on a thinner fuel. 
When it's cold, a thicker fuel (like 
vegetable oil) can gel, blocking fuel 
flow, or it will not combust completely, 



AVAILABLE 



www. homepower.com 
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years to reduce smog production. Since soybean oil has no 
sulfur, the resulting fuel is also free of sulfur. Less sulfur 
and unburned hydrocarbons reduce ground-level ozone 
(smog) formation. Virtually all undesirable emissions and 
by-products are reduced. A possible exception is nitrous 
oxides (NO x ), which may be higher depending on the 
engine. But the lower sulfur content 
of the emissions can allow for the use 
of better NO x controlling technologies. 
Other characteristics of biodiesel are: 

Improved engine lubrication 
Higher flash point 
High cetane rating 
Improved biodegradability 
Lower toxicity 
Higher cloud point 
Similar fuel value to 
diesel or heating oil 
Better smell and less harmful 
to breathe 



In a diesel engine, the fuel itself is 
part of the lubrication. The enhanced 
lubricity of biodiesel helps to reduce 
wear and enhance performance. Many 
fleet vehicle operations report reduced 
maintenance costs with as little as 2 
percent biodiesel. With a flash point 
of 260°F (127°C; twice that of diesel), 
biodiesel spills are less likely to ignite. 



The cetane rating is a measure of how readily a 
fuel combusts under the high pressures in a diesel 
engine. A higher number means that the fuel 
combusts better, produces more power for a given 
volume of fuel, and is therefore more efficient. 
Biodiesel's oxygen content gives it a higher cetane 
rating, promoting better combustion. Biodiesel 
breaks down in the environment as fast as table 
sugar (about twice as fast as petroleum diesel) 
and it's less toxic than table salt, making it a 
desirable marine fuel. It has a higher cloud point, 
which means that it gels more easily in cold 
temperatures. This can be lowered by mixing it 
with a greater percentage of petro-diesel, adding 
anti-gel additives, or by slightly heating the fuel. 

Biodiesel should be used within six months of 
manufacture, due to quicker oxidation rates and 
increased rates of microbe growth in the fuel. It's 
a good solvent, so it has a tendency to clean out 
fuel tanks and fuel lines. Vehicles that have used 
diesel for an extended period of time will usually 
require a fuel filter change after a couple of tanks 
of biodiesel. 

Use of pure biodiesel (100 percent biodiesel; 
B100) for an extended time may compromise 
some engine seals and fuel system components 
in some makes and models. Use of blends such 
as B2 through B20 are generally regarded as safe 
for indefinite use. Many engine manufacturers have stated 
that use of B5 is within the specifications for their engines. 
Biodiesel is also used as heating oil. It has similar fuel value 
to petroleum heating oil, and smells better when burned. 

Since biodiesel is made from vegetable oils, it can be 
produced close to the point of use in most cases. This reduces 



Biodiesel Availability 




Biodiesel is available at more than 
400 locations across the United States. 



j Biodiesel available 
| | Biodiesel unavailable 
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the total energy cost of the fuel. For instance, soybeans grown 
in Missouri can be grown, pressed for oil, and converted into 
biodiesel all within a couple of hundred miles of the retail 
pump. The Midwest is a friendly, politically stable oil field 
with great potential, just waiting to go to work. 

The energy balance of biodiesel is impressive. 
Government and university studies show that biodiesel has 
a 320 percent return on invested energy. So for every Btu 
(British thermal unit) used to produce biodiesel, you get 3.2 
Btu in return. That's a net gain of 2.2 Btu. By comparison, 
petroleum diesel has a net energy loss of 15.7 percent. So for 
every Btu used to produce diesel, you lose 0.157 Btu. 

The main by-product of soybean oil production is a 
high-protein meal that is a great cattle feed supplement. 
Other plants can be used as well. Rapeseed (canola), milo, 
corn, cotton, and peanuts all produce high quality oil 
and yield high quality feed supplements as by-products. 
Industrial hemp and cotton also render valuable fibers as 
a by-product. Soybean oil is favored because of the large 
quantity of soybeans grown in the United States. 

One drawback of note is that the most popular method 
of production uses methanol (methyl alcohol), which is 
toxic. Commercial production recovers the unreacted 
methanol from the biodiesel for reuse. Most commercial 
methanol is created by reacting natural gas with steam, 
meaning that there is a fossil fuel component in current 
production methods. 

An alternative production method for making biodiesel 
uses anhydrous ethanol (water-free or 200-proof ethanol). 
Since anhydrous ethanol is used in both E85 and ethanol- 
blended diesel, it's possible that the fossil fuel component 



could be eliminated. Sustainable methanol 
production methods are also being developed 
that may eliminate fossil-based methanol. 

Biodiesel performance is very similar to 
diesel, both in power and range. While it has a 
slightly lower fuel value, this is somewhat offset 
by the enhanced lubricity. In my short experience 
with my diesel vehicle, I have seen that diesel 
yields about 23 mpg in mixed highway and city 
driving, while BIO gives about 22 mpg under the 
same conditions. And wherever I go, 10 percent 
of the trip is soybean powered. 

Currently more than 400 retail stations in 44 
states sell biodiesel in blends from B2 to B100. By 
far, B2 is the most popular blend sold, especially 
in the Midwest, but it's encouraging to see how 
many places sell B20 or B 100 as well. 



Ethanol 

E85 is a blend of 85 percent anhydrous ethanol 
and 15 percent unleaded gasoline. As a biofuel, it's 
second only to biodiesel for availability. It has a lot 
of promise as a cleaner alternative to gasoline. 

Oxygen in the alcohol promotes complete 
combustion and reduces harmful emissions, 
such as carbon monoxide and nitrous oxides, 
although some studies show an increase in 
unburned hydrocarbons in the emissions when compared to 
gasoline. The 15 percent unleaded improves ignition during 



An 85 percent ethanol-blend fuel can be bought straight 
from the pump, just like unleaded gasoline. 
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Author Nick Janes uses biofuels to help protect places like the 
Coronado National Forest. 



starting, especially in cold weather. As with biodiesel, the 
bulk of the fuel is carbon neutral. 

The use of ethanol as an oxygen provider eliminates the 
need for MTBE (methyl tertiary-butyl ether), a very toxic 
octane enhancer that is used in gasoline. MTBE used as an 
oxygenator improves efficiency, yields more power, and 
reduces pre-detonation in the cylinder. Since ethanol has 
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E85 is available at nearly 300 locations 
across the United States. 



| | E85 available 
| | E85 unavailable 



twice the available oxygen of MTBE, a higher octane rating, 
and is nontoxic, it makes a great replacement for MTBE. 

Most ethanol produced in the United States comes from 
corn. It's popular for the same reason as soybeans. As with 
soybeans, the corn is grown in the United States, close 
to the point of use. Other plants with high sugar content 
(such as beets and sugar cane) can be used as well. As with 
biodiesel, the by-product from ethanol manufacturing is a 
high protein meal that can be used as supplemental animal 
feed. Other by-products include gluten meal and corn oil. 
The fermentation process also yields carbon-neutral C0 2 . 

After the corn is harvested, it is put into fermentation 
tanks with water and yeast. When fermentation is finished, 
the mixture is heated to distill the ethanol off from the mash 
to yield 180- to 190-proof ethanol. Special steps are taken 
after this to remove the last of the 
water so that the alcohol is completely 
water free. 

New processes are being tested that 
allow the woody material in the stalk 
to be broken down into sugars, which 
can be fermented by conventional 
methods. This would increase the 
energy balance of ethanol, since the 
stalk makes up a large part of the corn 
plant. The process may also be applied 
to other woody plant materials that are 
normally unsuitable for fermentation, 
which could greatly increase the 
availability of ethanol-producing 
feedstock. 

Several university studies have 
placed the energy balance of ethanol 
at 124 to 167 percent. So for every Btu 
of energy expended to create ethanol, 
we get 1.67 Btu in return. This is a net 
gain of 0.67 Btu. A Cornell study from 
2001 that depicted the ethanol energy 
balance as negative has been widely 
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discredited since the study relied on obsolete figures based 
on 1970s production methods. Current methods in farming 
and ethanol manufacture are significantly more efficient 
than they were 30 years ago. 

Other characteristics of E85 are: 

• Lower flammability above 32°F (0°C) 

• Higher octane than regular unleaded 

• Similar power performance to unleaded 

• Better smell 

• Lower fuel value than unleaded, reducing mileage 
by 25 percent 

• New tax incentives reduce the cost, offsetting the 
mileage difference 

• Corrosive to the fuel systems in standard gas engines 

Since E85 is mostly ethanol, it tends to degrade 
the rubber and plastics used in gasoline fuel systems, 
eventually causing them to fail. To combat this, flexible 
fuel vehicles (FFVs) are made by most 
of the automotive manufacturers. 
These are vehicles that have been 
built to run on either normal gasoline 
or E85. They have fuel systems 
with rubber and plastic parts that 
are alcohol tolerant. The vehicle's 
computer can sense the difference 
between unleaded and E85, and control the ignition 
timing or fuel-air mix to provide optimal combustion for 
either fuel. It's not easy to convert a vehicle to run on E85. 
It requires replacing all the rubber and plastic parts that 
are not alcohol tolerant, as well as changing the air-fuel 
mix and the ignition timing. 

Even though 4 million FFVs are on the road in the 
United States, they can be difficult for average consumers 
to purchase. Many of them are fleet vehicles only; most car 
salespeople have no idea what E85 or an FFV is; and most 
FFVs are sold in the Midwest, where E85 is made. 

Currently, nearly 300 retail locations in the United States 
sell E85. Most of them are in the Midwest, where the corn is 
grown. A few stations are out West — you just have to look 
harder for them. 

Ethanol-Blended Diesel 

Ethanol-blended diesel (E-diesel) is typically a mixture of 
91.5 percent diesel with 7.5 percent anhydrous ethanol, 
and 1 percent of a solvent to keep the ethanol dissolved in 
the diesel. 

E-diesel is currently in trial in many locations across the 
United States with diesel fleet vehicles. Results are favorable 
so far. While it uses fossil-based diesel for the bulk of the 
fuel, the ethanol is renewable and generally nontoxic. The 
low ethanol content will likely not cause problems with 
fuel systems, as E85 can. It also has some of the lubricity 
of biodiesel, since the added solvent is soybean based. 
Performance is similar to that of conventional diesel. I have 
not been able to find any retail sites for E-diesel. My fuel 
supplier told me that they had it for fleet use, and if I asked 
for it, I could buy it. 



Alternatives Fuel the Future 

Biodiesel and E85 are good alternative fuels that can 
help reduce our dependence on fossil fuels. They have 
track records proven for performance and sustainability. 
They reduce harmful emissions, which benefits the 
environment. Many of the raw materials are produced 
by North American farmers, strengthening our economy 
and reducing dependence on foreign oil. These fuels are 
compatible with current automotive technologies, and 
they lay the foundation for future fossil-fuel-free cars 
and trucks. As the availability of ethanol-blended diesel 
increases, it will become another good alternative to 
conventional fossil-based fuels. 

Current tax incentives have helped to reduce the 
prices of these fuels to the point where they are within a 
few cents of their fossil fuel counterparts. More biodiesel 
and ethanol plants are being built, which is increasing 
availability. We need to encourage the government and 



The Midwest is a friendly, politically 
stable oilfield with great potential, 
just waiting to go to work. 



manufacturers to continue to make them affordable and 
available. By purchasing these fuels whenever possible, we 
can continue to drive down costs, increase availability, and 
let the government and manufacturers know that we want 
alternatives to traditional fossil fuels. 

We also need to make sure that vehicles are up to the 
task, by increasing the number of FFVs, making hybrids 
into FFVs, and making hybrid diesels as well. We need 
manufacturers to certify that their vehicles are ready for 
these biofuels, in addition to the fossil fuels. We are in a 
transition period, and our cars and trucks need to be ready 
for bio-based fuels. 

We aren't talking about flying atomic cars. This isn't 
some pie-in-the-sky dream. This is current technology. We 
know what needs to be done. If we want to change things, 
here's our chance. 

Access 

Nick Janes, 8216 North Equator Lp., Tucson, AZ 85741 • 
520-579-3620 • nkjanes@yahoo.com 

Alternative Fuel Information: 

www.biodiesel.org • Biodiesel and retail station locations 
www.e85fuel.com • E85 retail stations or flex-fuel vehicles 
www.journeytoforever.org • Biofuels 

www.e-diesel.com • E-diesel jh. 
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Shop on-line 24/7 at: 

www.AltEnergyStore.com 

Or call now & order toll free: 
1.877.878.4060 (M-F, 9am-7pm ET) 

Use special code 'HP110' & get an extra discount! 
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Sav'n'Sun DX 
Drainback Solar 

Water Heating 

System 

Complete kits. Pays for 
itself several times over its 
lifetime. Start sav'n now! 

Starting at 
$1893 



Rollable Solar Panel 

% Great for camping. Use for 2-way radios, walkmans 
CD players, GPS, other mobile devices. 
Choose 5, 10, or 20 Watts, 12V. 
Made in USA. 



HF $129 to $415 




Miller Gas Refrigerators 

Your old 7 cu. ft. gas fridge too 
small? We now have larger ones 
available! Choose from 10 to 17 
cu. ft. Made in USA. 

Prices Start 
at $1295 
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Excel NE Compost 
Toilet The Odor-Free 
Environmental Solution 

The premier non-electric compost 
toilet used by people living off the 
grid. Great for cabins, hunting 
lodges and small homes. 

Price Too Low To 
Show 



Southwest Windpower 

Air-X 400W Wind 
Turbine PLUS Complete 
29' Tower Kit 

One great price for everything you 
need to install an Air-X*. Cable, 
hardware and even galvanized 
tubing! Simple to install tower 
kit requires no concrete 
and no gin pole. Usu- 
ally installs in two 
hours. In-stock 
and ships UPS. Made in 
USA. 




$999 

*except power wire 



TriStar 45 Amp, 12-48V Solar 
Charge Controller 

Handles solar arrays of up to 4kW, 48V. 
Includes computer interface for data log- 
ging and remote control. Optional digital 
meter, displays in 5 languages. 

Starting at 
$143 





PVI 
2500W 
Grid-Tie 
Inverter 

Breakthrough 
in quality & price! 
Includes display & PC 
port for FREE! Lightweight 
at 35lbs. Unlike other 
inverters, power is not 
derated at higher 
temperatures. 

$1985 



SUNLINQ™ 
Foldable Solar Panels 

Lightweight, foldable and durable, 
these mobile modules are designed 
to charge and maintain your batteries 
and provide power for your portable 
electronics including cell phones, PDA 
devices, MP3 players and laptops. Comes 
in 6.5W and 12W. Made in USA. 



Starting at $99 





MPPT500 500W 
Solar Charge Controller 

Uses high efficiency Power Tracking Technology. Takes 
inputs up to 500 Watts at 100VDC from solar panel array, and 
charges a 12, 24, or 48 V battery bank. Made in USA. 

$199 



We Have 
Solar Panels 

in Stock! 



Brands such as: 
Evergreen, BP, 
Sanyo, Sharp & 
Others 

Call for Information! 



Great Prices on 1000's of Products • Free Educational Information • Friendly Service 



Sunlight has to travel 90,000,000 miles to reach the earth. Despite this enormous dis 
tance, it's still bursting with energy when it gets here: the sun's annual irradiation of the 
earth could cover worldwide demand for energy ten thousand times over. Whether in the 
form of highly efficient solar water pumps, photovoltaic or solar thermal systems, with 
intelligent Conergy products and systems you can use this infinite energy immediately. 



OUR WORLD IS FULL OF ENERGY 




After millions 



of 



miles. 



Given a warm welcome by Conergy. 





Please call for a dealer referral 




This cottage in northern California uses sculptural cob for thermal mass on its south side, 
and straw bales for improved insulation on the north side. 



nw assive solar strategies are a great way to reduce the energy used for heating, 
j£/ cooling, and lighting in a house after it is built, but what about the energy that 
U goes into a home's construction? Many passive solar homes are constructed with 
materials like steel, concrete, and fiberglass insulation, which all have high embodied 
energy. And besides using a lot of energy in their manufacture and transport, many 
of these products have detrimental environmental and health effects. 

If you want to build a home that saves energy at every in a material provide this resistance. In general, the lighter a 

stage (and is more healthy to boot), natural materials such as material is, the better its insulation value. Natural insulating 

earth and straw, with their lower embodied energy, offer an materials include sawdust, wood shavings, feathers, leaves, 

alternative to conventional, manufactured materials. bark, straw, and moss. Any natural insulation material 

can be used to fill a cavity, such as between your ceiling 

Nstursl IflSUlcltiOH and roof. However, some materials settle over time, which 

"Insulation" refers to a material's resistance to the passage of reduces their insulation effectiveness. When you're choosing 

heat. Small pockets of trapped air or gas, or even a vacuum insulation, consider this, as well as a material's fire safety. 
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Commercially available natural insulation products 
include cellulose, rock wool, cotton batts, and sheep's wool. 
Cellulose insulation is made from shredded newspapers, 
treated with a fire retardant, and is blown into wall and 
ceiling cavities either wet or dry. Rock wool is made of 
spun fibers from basalt or limestone. It is available in 
both batt and board form, and is extremely fire resistant. 
Cotton batt insulation, fabricated from denim mill scraps, 
has an insulation value (also known as R-value) per inch 
similar to fiberglass, but is safer to handle and much more 
pleasant to install. Sheep's wool is naturally flame-resistant 
and insulates even when it's wet. Woolen batts have been 
manufactured and used in New Zealand for more than a 
decade, and are now available in Canada and through some 
U.S. distributors. 

Lightweight volcanic rock, filled with little bubbles, is 
called pumice or scoria. Although it has a lower R-value per 
inch than the other natural insulations, pumice is one of the 
only ones that can be used in damp conditions or in direct 
contact with the earth, because it will not rot. It also can be 
mixed into concrete, lime, or earthen walls to improve their 
insulation values, and is often used to insulate underneath 
earthen floors. 

Because high levels of attic and roof insulation are 
crucial to a home's energy efficiency, and because insulation 
usually needs to be as lightweight as possible for structural 
and safety reasons, buying a commercial nontoxic insulation 
for your roof may be the most sensible option. 



This sample of "light clay" blocks showcases 
the various materials that can be used, such as straw, 
sawdust, wood chips, paper fiber, and perlite. 




www. 




The fibrous bark of redwood and cedar trees can be shredded 
to make excellent, fire-resistant insulation. 



Integrating Insulation & Structure 

Natural materials offer more creative alternatives where 
walls are concerned. One of the most versatile is straw bale. 
Bales can be stacked up like bricks, may be load bearing or 
serve as infill within a post-and-beam structure, and offer 
R- values of 27 or more. 

"Straw light-clay," also called "light straw-clay" or 
"slipstraw," is made by coating loose straw in clay slip (clay 
dissolved in water) and then tamping the mixture into a 
form, which is later removed. It is a nonstructural infill that 
can be used in combination with post-and-beam building 
or even conventional stud-frame construction. The lightest 
mixes contain so little clay that their densities are similar to 
straw bale, which gives them a similar R-value per inch of 
thickness (see the sidebar on the next page). You can also 
make light-clay mixtures with wood chips, hemp hurds 
(from the plant's woody core), or pumice. 

If the framing for a light-clay wall is constructed like a 
standard stud frame, it will suffer some of the same thermal 
disadvantages. At about R-l per inch of thickness, wood 
is only a moderate insulator, and studs act as "thermal 
bridges," transferring heat through the home's wall, and 
reducing the wall's overall insulation value. Staggering 
small framing members, such as 2 by 4s or even 2 by 2s, so 
that the light-clay infill makes up most of the wall thickness 
at any point (except around windows and doors) minimizes 
thermal bridging. Likewise, in post-and-beam applications 
of straw bale, better insulation results if a continuous bale 
wall is "wrapped" around the posts — rather than stacking 
the bales in sections between the posts. 

Natural Thermal Mass 

Thermal mass is a solar home's heat "battery" that stores the 
radiant energy it absorbs from direct sunlight. At night or in 
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Insulative Values of Natural Materials 



The building industry uses "R-value" to refer to a 
material's insulation value. In theory, the higher the 
R-value, the better the material is at resisting heat flow. 

Finding consistent, reliable R-value data for natural 
materials can be difficult. This is partly because 
little money can be made by testing and promoting 
inexpensive, abundant, and readily available materials 
like earth and straw. Also, natural materials are 
much more variable than industrial materials. And 
even variations in building techniques can affect the 
properties of a natural material. 

An extreme example of this is straw light-clay. The 
density of the resulting material varies enormously, 
depending on the amount of slip used, the thickness 
of the slip, and the force used when tamping. Reported 
densities for straw light-clay range from 1,200 to 300 
kilograms per cubic meter, which corresponds to a 
range of R-values between 0.1 to 1.4 per inch. 

Several reputable tests have been performed to 
determine the R-value of a straw bale wall, and all 
report various results — from a low of R-1.13 per inch 
to a high of R-2.38 per inch. Some of the lowest values 




were probably the result of improper construction 
detailing. For example, if the spaces between bales 
are not carefully stuffed, and if plaster is not bonded to 
both sides of the wall, a lot of heat can be lost through 
the gaps. 

A conservative R-value estimate for plastered straw 
bale walls is R-1.5 per inch of thickness. Using this 
value gives a wall made of three-string bales stacked 
flat (22 inches; 56 cm of straw, plus 2 inches; 5 cm of 
plaster) an R-value of 36. A comparable wall of two- 
string bales would have an R-value of 27. 

A similar range exists in the published R-values for 
earthen materials, such as adobe. In a series of tests 
conducted by ASHRAE (American Society of Heating, 
Refrigerating, and Air Conditioning Engineers), the 
R-values of adobe block walls ranged from R-0.38 
per inch of thickness to R-0.62 per inch. The tested R- 
values varied considerably according to the color of 
the material and the temperature at which the test was 
performed. 

Although there is no published R-value data specifically 
for cob, the values should be quite similar to those for 
adobe, about R-0.5. Adding straw or substituting a 
lightweight aggregate, such as pumice or perlite, for 
sand can improve cob's insulative value. Published 
R-values for rammed earth walls (the densest earth- 
building technique) range from R-0.25 per inch to R-0.4 
per inch. 

But R-value doesn't have the final word on thermal 
performance. Some engineers consider R-value to be a 
limited and often misleading number that was created 
specifically to favor fiberglass. Walls made of earth and/ 
or straw combine some insulation with considerable 
thermal mass. The insulative value of a 2-foot-thick 
(61 cm) cob wall may be similar to a 2 by 4 stud 
wall with fiberglass insulation, a drywall interior, and 
plywood sheathing. But given the earthen material's 
tendency to hold onto both warmth and "coolth" over 
long periods of time, the actual performance of the 
two walls will be worlds apart. Even a relatively light, 
natural wall system of plastered straw bales has many 
times the thermal mass of a conventional wall, and this 
translates directly into improved thermal efficiency. 



cloudy weather, as indoor air temperatures drop, the mass 
releases stored heat to warm the interior spaces. Materials 
with high thermal mass can also be used as a heat sink to 
pull heat out of the air when temperatures are high. No 
matter where it is located in a building, thermal mass helps 
moderate interior temperatures and improves your thermal 
comfort throughout the year. 



In many conventional solar houses, concrete is used as the 
thermal mass. Lower embodied energy alternatives include 
stone (with a density similar to that of concrete), rammed 
earth, adobe, and cob. Although cob and adobe are only about 
70 percent as dense as concrete, the savings in materials cost 
and environmental impact balance the need to provide more 
volume to get the same thermal performance as concrete. 
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For heat transfer, the surface area 
of thermal mass in a solar house is 
more important than its volume. The 
more surface area of thermal mass 
exposed to the sun, the more that 
heat is absorbed and stored. Within a 
24-hour period, heat moves through 
most mass materials only to a depth 
of a few inches. For short-term heating 
and cooling, the best application of 
thermal mass is a fairly even, 4-inch- 
thick (10 cm) distribution over as 
many surfaces of the house as possible. 
Earthen plasters can easily be built up 
to a thickness of several inches over 
straw bale or light-clay walls. 

Thermal mass walls that are more 
than a few inches thick will store heat 
(or coolness) longer. This strategy 
can be helpful in regions where the 
winter sun is not dependable, or where 




Straw light-clay provides about the same insulation value per inch of thickness as straw 
bale, and is compatible with conventional stud framing. This straw-clay house was built 
by Robert Laporte of EcoNest, and is awaiting exterior plaster. 



Adobe floors are inexpensive, beautiful, durable, 
and well suited for passive solar houses. 
Here, a final layer of mud is being troweled on to finish 
the floor in a cob home in Willits, California. 




summer days are hot but nights are cool. In areas with mild 
winters, exterior earthen walls can be effective, especially 
on the south side of the house, where they absorb heat from 
the winter sun. But in most climates, thermal mass performs 
better if it's located inside a home, where it's protected from 
outside temperature swings. 

For maximum heating efficiency, place thermal mass 
where it will be struck by winter sunlight shining into the 
building. A sculptural cob hearth, a masonry heater, or a 
rocket stove within a cob bench can all serve to "collect" 
heat. Or you could use earthen walls for interior partitions, 
or build a Trombe wall, a thick masonry wall that's placed 
inside a bank of south-facing glass. Although Trombe walls 
are typically made of concrete or brick, they can easily be 
made of rammed earth, adobe, cob, or stone. 

Another highly effective location for thermal mass is in 
the floor. Earthen floors, whether tamped earth or "poured 
adobe/' are typically a minimum of 4 inches thick. Several 
coats of linseed oil harden the floor, provide water resistance, 
and also turn it a dark chocolate color, which absorbs solar 
heat well. From an embodied energy standpoint, earthen 
floors are ideal if suitable materials can be found on or near 
the building site. Where winters are cold, be sure to provide 
a thermal break to prevent the ground below from pulling 
heat from the floor. In arid climates, using straw-clay 
insulation under an earthen floor may work well. In humid 
regions, the only viable natural insulation is pumice. 

Regional Variations 

In general, the colder the climate, the more that insulation 
should be emphasized. Where winters are frigid (for 
example, in the north-central United States, the Northeast, 
and most of Canada), straw bale is probably the best choice 
for most or all exterior walls. And don't forget to heavily 
insulate the roof! Keep thermal mass inside — in the floor, 
thick plasters, interior walls, and hearths. 
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Less insulation is needed where winters are mild, such 
as along the Pacific Coast. In these regions, as well as using 
straw bale construction, a thinner light-clay wall might be 
appropriate. Mass materials like cob can be used for some 
exterior walls, especially on the south side of the building. 
Avoid building mass walls on the north side — they'll tend 
to leak heat out of the building in the winter. Lots of interior 
mass, warmed by the sun or a woodstove, can help keep the 
building comfortable through spells of cloudy weather. 

In the arid Southwest, summer days are hot, but nights 
are usually cool. A traditional solution is to make exterior 
walls from a material with high thermal mass, like adobe. 
Using wide roof overhangs to shade the walls and keeping 
windows closed during the day also limits heat gain. At 
night, opening windows admits the cool outside air and 
helps flush heat from the thermal mass. During the winter 
when the sun is lower in the sky, the mass walls take 
advantage of the sun by direct gain, soaking up the heat. 
Some of this heat reaches the interior, where it adds to the 
solar energy coming in through the windows. 

Another way to take advantage of thermal mass is to use 
the earth itself as a heat sink and temperature moderator, 
either by nestling your home into the earth or by piling up 
earth around a home's east, west, and north sides. 

An additional strategy for the Southwest is to use a 
very insulating wall, like straw bale, which slows heat gain 
on hot summer days and retards heat loss on cold winter 
nights. Lots of interior mass, such as thick plasters and 
earthen floors, help minimize interior temperature swings 
and keep the building comfortable. 

Perhaps the most challenging climate for a natural solar 
house is the hot, humid Southeast. Where summer nights 
stay warm, the cooling value of thermal mass is much 
reduced. Mass will heat up during the day, not cool down 
much at night, and then heat up even more the next day. 

The traditional solution is to build lightweight houses, 
raised off the ground, with lots of ventilation. Natural 
materials suited for this strategy include light-clay and 
wattle-and-daub, made from a lattice of woven sticks with a 
clay-and-fiber plaster smeared over it. Where air conditioning 
is available, insulate a home's walls and roof well, and use 
interior thermal mass to absorb heat during the day. Use your 
air conditioner at night, instead of during the hottest part of 
the day, to cool the mass and reduce your energy use. 

Choose Your Site Carefully 

Not all sites are suitable for building a natural solar home. 
Walls of earth and straw are vulnerable to water damage and 
should not be built where flooding is likely. And heating with 
the sun can be difficult or impossible on steep, north-facing 
sites and sites heavily shaded by trees or tall buildings. 

However, in most locations, passive solar strategies can 
be combined with local, natural materials to create some 
of the most sustainable, energy efficient, and beautiful 
housing you can imagine. With the prices of energy and 
manufactured materials on the rise, and environmental 
health and indoor air quality on the decline, does it make 
sense to build any other way? 
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Michael G. Smith, Emerald Earth Workshops, PO 
Box 764, Boonville, CA 95415 • 707-895-3302 • 
michael@emeraldearth.org • www.emeraldearth.org 

The Art of Natural Building: Design, Construction, Resources, 
edited by Joseph F. Kennedy, Michael G. Smith & 
Catherine Wanek, 2001, Paperback, 304 pages, ISBN 
0-86571-433-9, US$26.95 from New Society Publishers, 
PO Box 189, Gabriola Island, BC, Canada VOR 1X0 • 
800-283-3572 or 250-247-9737 • Fax: 250-247-7471 • 
info@newsociety.com • www.newsociety.com 
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Want to Save More Energy & Water? 

Save 30 Gallons Each Load With Staber! 



STABER 



Only Top Load Horizontal-Axis Washer 
Made in the USA-Great for Off-Grid Systems! 

-Avg. of 1 5 gallons of water & 1 
oz. soap per load 
-Avg. of just .15 kWh per load 
-Stainless steel inner & outer tubs 
-Dual bearings on front & rear for 
better durability 

-No front rubber gasket to worry 
about leakage or mildew 
-Total front access to parts—ma^ 
simple design on the market 
-Simple, mechanical switches—no 
expensive electronic buttons! 
-High extraction spin speed 
-MADE IN THE USA! 




Call 1-800-848-6200 to learn more! 



www.staber.com 



Staber Industries, Inc. 4800 Homer Ohio Ln Groveport, OH 43125 g *? 
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Services that Earth Soiar provides : 

If you purchase your system from Earth Solar we provide 
the Following services absolutely free of change: 

Load Calculation & Design 
Code compliant engineering 
System diagrams 
^none consul stations 



FREE 
FREE 
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Engineers Without Borders: 

Pumping Water in the Sahara 




Zeke Yewdall, Hildie Henderson 
& William Sisk 

©2005 Zeke Yewdall, Hildie Henderson & William Sisk 



Mike Carlson, Valery Strassberg, Beth (Peace Corps), 
William Sisk, Hildie Henderson, Zeke Yewdall, Caroline (Peace 
Corps), Ed Church, Hope Corsair, and John Brogan (squatting) 
in the village of Lemraiveg. 



Inset: A villager drinks from the system's new distribution box. 



In June 2003, eight college students and a geotechnical engineer from 
Colorado took a different kind of summer vacation. Under the direction 
of Engineers Without Borders (EWB), they traveled to the small village 
of Lemraiveg, Mauritania. While there, they designed and installed a 
concrete well cap and protective gabion wall around a well, a solar-powered 
submersible pump system, and an underground PVC pipeline from the well 
to a new water distribution box in the village. They did all this while enjoying 
the blowing sand, 120°F (49°C) heat, and an attempted military coup! 
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Mauritania 

Mauritania (or the Republique Islamique de Mauritanie) is 
a large but sparsely populated country on the west coast 
in Africa. It is a moderate Islamic republic. Out in the 
countryside, the people are mostly subsistence farmers, 
with only a few advances from when their ancestors were 
nomads in colonial eras. Sleeping out on the sand and 
having a propane camping stove, an old flashlight, and 
one radio as the only household appliances may seem like 
primitive living conditions for Americans. But many of us 
found the pace of life there to be a welcome change from 
the stress and materialism constantly bombarding us in the 
United States. 

Mauritania doesn't get many American visitors aside 
from the Peace Corps. Our crew of nine people probably 
increased the total number of Americans in the country 
by about 10 percent. Mauritania has been remarkably 
stable for an African and Islamic country. Intermittent 
droughts and encroachment of the Sahara are forcing 
Mauritania's rural population to abandon their traditional 
nomadic way of life and move to the larger towns and 
cities. Sanitation is poor, though disease is lower than most 
African countries, especially in northern Mauritania, partly 
because the extremely hot, dry conditions help sterilize or 
dry out everything. 

Project History 

The village of Lemraiveg relied on a propane-fired pump 
to draw water from a shallow, hand-dug well in a seasonal 
waterway, and send it 300 meters (1,000 ft.) to cisterns in the 
village via a fire hose. Drawbacks of this system were fuel 
and maintenance costs; seasonal floods, which would fill the 
well with sand; and replacement of the fire hose every year 
due to deterioration in the sun, as well as moving the fire 
hose from cistern to cistern. 

This project was first envisioned about five years ago by 
Brandy Eisenbart, who was a Peace Corps volunteer at the 
time. She helped Lemraiveg begin the application process 
to the U.S. Embassy in Nouakchott, Mauritania, through 
the Ambassador's Special Self -Help Program. At the time of 
the project, she worked at the U.S. Embassy in Nouakchott 
and her continued help was instrumental in the success of 
this project. 

The village has between 50 and 200 people (depending 
on the season (that's the kind of accuracy you can get in a 
nomadic village). It is not as poor as other sections of Africa. 
They had water systems, and farmed dates to sell for cash. 
They do still rely on U.S. food aid, and have no family links 
to the rich urban traders that we saw driving through to other 
villages. (Some of these traders drove new Mercedes SUVs 
that would put the ones in the United States to shame.) 

Funding Sources 

The U.S. Embassy provided US$9,000 for the materials for 
our project. (Final project expenses came in at a little under 
US$7,000.) Funds are used to purchase materials that go 
directly to villages that apply for projects in which they 
agree to provide certain contributions, typically labor. The 




Map: Courtesy of the General Libraries, University of Texas at Austin 



Embassy not only provided financial support; in this case it 
also solicited technical expertise in the form of collaboration 
with EWB. 

The University of Colorado, Boulder, came through 
with a few thousand dollars for some travel expenses, but 
most of the students expected to have to purchase their 
own plane tickets. At the last minute, donations from 
private individuals, and a large contribution by Colorado 
School of Mines came through for a sizeable portion of 
these expenses, courtesy of a grant from the William and 
Flora Hewlett Foundation for the purposes of humanitarian 
engineering projects. 

Hurdles 

In early June, five of us arrived in Nouakchott, the capital 
of Mauritania. We were planning to travel to Lemraiveg the 
next day to perform an on-site assessment before the arrival 
of the remainder of the team later that week. We woke up at 
about 2 AM to the sound of antiaircraft fire, small arms fire, 
and tank shelling. It seemed that some disgruntled, recently 
fired military commanders were staging a military coup. We 
hid out in Brandy's house for a few days, and were certain 
that the project would be called off. Then amazingly, the coup 
was put down, the airport reopened, and everything seemed 
to return to normal with only three days of interruption. The 
project went on. 

We brought the pump and 100 meters (30 ft.) of 
submersible pump cable from the United States, but were 
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The villagers look at the completed PV array on the roof of the chief's house. 
The rack was later weighted down with rocks and sandbags to keep it secured 



planning to obtain everything else locally. The Embassy 
contracted with a supplier, and all the materials were 
supposed to be on their way the day after we drove up to 
the village. After almost a week of calling (driving an hour 
into Atar to get to a phone) and never getting the same story 
twice, we finally drove back down to Nouakchott to apply 
some pressure. 



The supplier was apparently 
waiting on photovoltaic (PV) modules 
from Europe, though we had seen 
several boxes of Siemens modules in 
a shop in Nouakchott. We threatened 
to buy the modules we had seen there. 
In less than an hour, the supplier was 
down at that shop, loading the PV 
modules into our truck. We drove 
back, happy. 

The rest of the supplies were 
supposed to leave that afternoon on 
another truck. Two days later, they 
finally made it to Lemraiveg, with 
drain pipe accidentally substituted 
for the PVC pressure piping. Lesson 
learned: in Mauritania, you better 
watch your supplier and your supplies 
until they are in your hands. Also, there 
is a tendency to view white people as 
walking cash machines — shopkeepers 
would try to charge much higher 
prices if they knew that Americans 
were involved than if just Haier (the 
village chief) went in. Even project 
coordinator John, who spoke fluent 
Hassaniya (the local Arabic dialect), got this treatment on 
occasion. 

While not unexpected, the weather was not exactly 
conducive to working. Days were 115°F to 120°F (46-49°C), 
with nighttime temperatures in the high 80s (30-32°C). 
By noon, the rocks and sand were too hot to touch, and 
stayed that way till after dark. Then there was the persistent 



Wind or Sun? 



We chose solar electricity for our pumping project, 
though the wind resource in Mauritania is also 
excellent. Some of the best wind resources in Africa 
are on the northern coast, and there were two 
large (5 KW) French wind-electric water pumping 
turbines in the village about 2 km (1.2 mi.) from 
Lemraiveg. 

The previous year, EWB members Hope and 
John had traveled all over Mauritania to assess 
wind systems, and found many broken ones, but 
very few working ones. The two near Lemraiveg 
were the only two working wind-electric turbines 
found outside of the university in Nouakchott. 
The constant blowing sand takes its toll on 
moving parts. Electricity supply is not a strong 
enough desire for people to maintain wind-electric 
systems. Water might be. 




A French wind-electric water pumping system in a 
neighboring village. The wind resource was strong enough 
that we never saw this turbine stopped while we were 
there. The water is pumped to the storage cistern on the 
pole, and then used to fill up tanker trucks that deliver it. 
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Setting the rebar for the poured concrete well cap. 



blowing sand. There was a fairly constant 15 to 25 mph 
(7-11 m/s) wind, occasionally getting up to 30 or 40 mph 
(13-18 m/s). When it came from certain directions, the 
air filled with sand. We got used to sleeping at night with 
turbans or sarongs wrapped around our heads, to keep the 
wind from packing sand into our ears, hair, eyes, and noses. 
Even during the day sometimes, we would keep turbans 
wrapped over our faces. Ever wonder why Arabs dress the 
way they do? Sand. 

Local Expertise 

One of our biggest concerns was finding a local person who 
we could train to properly maintain the system. That was 
handily solved when Ahmed, the chief's brother-in-law, 
turned out to be a master electrician, trained in Italy to work 
on giant mining equipment. He had never worked with PV- 
powered pumps before, but knew all about wiring in series 
and parallel, and making proper connections. 

Ahmed was very impressed that the solar-electric pump 
system "only" cost $1,000,000 ouguiyas. While US$3,700 
may seem like a lot to us, to him it represented a major 
improvement in the level of living, and he thought that it 
would be well worth selling part of his date palmery to buy 
a solar pump system to irrigate the rest of the palmery. He 
was also excited about the possibility of importing solar 
pumps and installing them, after we had taught him the 
principles of this one. 

We also had the good fortune to find Sidahmed, a 
skilled local mason who had been hired to build concrete 
wells in the neighboring village. He and his concrete forms 
were invaluable, all for the very reasonable price of 2,000 
ouguiya per day (about US$7.14). In local terms, this skilled 
craftsman is pretty rich compared to a typical soldier in 
Mauritania's national guard, whose salary is equivalent to 
roughly US$35 per month. 

In addition to bringing his experience in practical 
engineering, our mentor, Colorado geotech engineer Ed 
Church brought an unexpected benefit to the project. In the 
age-based hierarchical social structure of the village, Ed, grey 




John and Hope discuss the wiring of the pump with Ahmed and 
Haier, the village chief (left to right). 



bearded and in his 60s, gave credibility to the group that we 
would have lacked without him. Although the design team 
had a strong educational background, the Mauritanian 
culture is still one that relies heavily on wisdom acquired 
with age as a measure of social importance and credibility. 
Ideas voiced by Ed were given far more consideration than 
those suggested by younger parties. 



Choosing the Pump 

The pump chosen is a product from Grundfos. It 
uses a helical rotor pump — a positive displacement 
design that has been used for years for industrial 
applications, such as pumping peanut butter or 
toothpaste. It has only recently been adapted 
for use in solar water pumping. Etapump (now 
Lorentz) and Monoflo also produce helical rotor 
pumps for use in solar water pumping systems. 

The second part is an extremely advanced 
motor. The 900 watt peak (7 amp max), brushless 
permanent magnet motor can accept DC voltages 
between 30 and 300 volts, and AC voltages between 
90 and 250 volts, of any frequency. A sophisticated 
controller, built into the motor, handles this, as well 
as performs maximum power point tracking for 
connection to solar-electric arrays or wind turbines. 

The whole pump-motor assembly is also 
submersible. Initially we wanted a surface-mounted 
pump, for ease of repair, but the suction lift needed, 
if we had mounted the pump higher than the sea- 
sonal floods, was too great. The wide voltage range 
of this pump also came in handy when we had to 
add another 200 meters (660 ft.) of wire, incurring 
a 25 percent voltage loss! Adding a fifth PV module 
was cheaper than upgrading the wire size. 
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Lowering the submersible pump and sand trap assembly 
into the well. 



Project Partners 

There are two focuses of Engineers Without Borders 
(EWB). One is to provide engineering expertise to the 
developing world. The other is to provide engineering 
students with hands-on projects. This project was very good 
for giving students a feel for engineering on the fly. Many 
of the components had to be largely, if not completely, 
redesigned after we made it to the village and saw what 
we were actually dealing with. Some of this was because 
of differences in materials compared to what we expected. 
Some was differences in what the villagers wanted, after 
more in-depth discussions with them. 

The collaboration with the Peace Corps on this project 
was invaluable. Brandy and John are ex-Peace Corps 
volunteers who have since worked with the U.S. Embassy 
in Mauritania. Beth and Caroline helped translate for 
the engineering team to French and Hassaniya. Another 
volunteer let us use her apartment in Nouakchott as a 
base of operations, saving us several hundred dollars over 
renting a hotel. While the attempted coup d'etat resulted 
in delaying our plans for discussion with the Peace Corps 
about EWB offering a solar-electric system design and 
installation training seminar, we did talk to individual 
Peace Corps volunteers, and will be pursuing this further. 
Caroline also took note of suppliers of solar equipment in 
Mauritania, which should help a lot for future projects. 

Installation 

Aside from waiting for materials and having to substitute 
some materials for others, the installation went fairly smoothly. 
There were of course, many discussions with the chief and 
Ahmed about the details of everything. They were particularly 
interested in why we were doing everything we did, and how 
to properly take care of the new system. There was much 
discussion on how to lay out the gabions (wire cages filled with 
rocks) around the upstream side of the well cap, to prevent it 
from being washed away during the floods. 

The biggest change in design after we arrived was 
finding that they wanted the solar-electric panels mounted 




Success — the first water flows. 



on the chief's house in the village, instead of by the well in 
the wadi (a seasonal desert waterway). The wadi was used as 
a road most of the year, and the local people were concerned 
that the modules might be stolen there. Luckily, we had 
enough room in the budget to purchase an additional PV 
module to account for the voltage drop in the much longer 
wire. Another change was when we found round, steel, 
concrete forms used for making wells, which we easily 
adapted to make the well cap, without having to laboriously 
build forms with wood from old shipping pallets. 

The majority of our design calculations made in the 
United States were not aimed at specifying a certain product 
or material to use, but for determining what range of 
products or materials would work. For example, in the pipe 
sizing, we calculated the minimum size and pressure rating 
that we could accept, and decided to buy whatever met 
these criteria, rather than specifying 50 mm (2 in.), schedule 
40 PVC pipe in 6 m (20 ft.) segments, which is what we 
finally ended up with. 

Work was performed in the early morning, and then 
again during the late afternoon around sunset. During at 
least one day, work had to be curtailed due to blowing 
sand that was burying our tools. Staying hydrated was 
important, as was staying sane despite the large amounts of 
time we were lying around inside doing essentially nothing. 
The pace of work was much less urgent than we are used to 
in the United States during project implementation. 

We assembled the PV array onto a homemade rack of 
angle-aluminum, which the villagers hoisted onto the roof 
of the chief's house. The wire was first laid on the ground 
next to the trench, and the system was tested with only 
the pump in its final position. The first flowing water was 
greeted with much excitement, both by our team and the 
villagers. But we still had to get the water to the distribution 
box in the village some 300 meters (1,000 ft.) away. 

To dig the trench for the pipeline, the old propane-fired 
pump and the fire hose were used to soak the sand dunes. 
This made them stable enough for a trench to hold its form 
for the hour or so required to get the pipe laid, before 
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U.S. foreign policy — reaching out to the 
world and using the positions of entitlement 
that we have by virtue of being U.S. citizens 
to help those who are less fortunate. 

Access 

Zeke Yewdall, Engineer, PO Box 18946, 
Boulder, CO 80308 • 
zyewdall@gmail.com 
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Controller: 

Grundfos 10-100 



Photovoltaic Modules: 

Five Siemens SM55, 55 W each, wired for 275 W total at 60 VDC 
Note: All numbers are rated, manufacturers' specifications, 
or nominal unless otherwise specified. 



Pump: Grundfos 
SQFlex, submersible 



moving on to the next section. The villagers also began 
collecting rocks for the gabion diversion structure around 
the well, which was finished after we left. 

When we left the village, we had installed the drain pipe 
from the well to the cistern and the pump was working, 
albeit with a leaky pipe system. Earlier fears that the pump 
would not be strong enough to pump water to the cistern had 
been allayed when the cistern filled up. The chief was used 
to a centrifugal pump (which pumped very fast), instead of 
the positive displacement pump, which pumps the same 
amount whether to a small or high lift. So he was initially 
very disappointed in the low flow of the solar pump. 

In November, we got the good news from the village that 
the Embassy had used the leftover money in the budget to 
purchase pressure piping to replace the leaky drain pipe. Best 
of all, the seasonal rains had come for the first time in three 
years, and the wall of rocks and the concrete well cap in the 
wadi had withstood the floodwaters. The solar pump resumed 
normal operation when the water subsided. After the initial 
period of getting used to the operation of the solar pump, the 
villagers report that they are very happy with the system. 

WhyEWB? 

Why would students pay half of their summer earnings 
to go to the desert and do more school work? Why would 
engineering professionals take their precious two weeks 
of vacation time to mentor these projects? It is because we 
feel that we are making a difference in the world. EWB was 
founded by an engineering professor who decided that 
he had worked long enough for the well-off people in the 
United States. While many engineers work on projects that 
make it faster and easier to flip among 500 high-resolution 
digital TV channels, people in other countries are dying 
because of a lack of clean drinking water. 

At least one village in Mauritania can see that the United 
States, like every country, is not a homogenous society in which 
the rhetoric of their leaders always describes the sentiment 
of the population. EWB is doing our small part towards 
demonstrating to the world what we believe is a more suitable 



Hildie Henderson, Engineer, 9096 E. 
Nassau Ave., Denver, CO 80237 • 
hildie_hender son@y ahoo .com 

William Sisk, graduate student at 
Colorado School of Mines, 745 Emerald 
St., Broomfield, CO 80020 • 
303-469-4248 • wsisk@mines.edu 

Engineers Without Borders-USA, 1880 Industrial Circle, 
Ste. B3, Longmont, CO 80501 • 303-772-2723 • 
info@ewb-usa.org • www.ewb-usa.org 

Engineers Without Borders-CU, University of Colorado, 
Campus Box 422, Boulder, CO 80309 • 303-735-6708 • 
http:/ / ceae.colorado.edu/ ewb 

Engineers for a Better World-CSM • 
www.mines.edu/ stu_life/ organ/ ewb 

Mauritanian Embassy in Washington DC, 2129 Leroy PI. 
NW, Washington, DC 20008 • 
202-232-5700 • Fax: 202-319-2623 • 
www.ambarim-dc.org/ newsite / index.htm 

Statistics on Mauritania • www.cia.gov/cia/publications/ 
factbook/ geos/ mr.html 

Peace Corps, The Paul D. Coverdell Peace Corps 
Headquarters, 1111 20th St. NW, Washington, DC 20526 • 
800-424-8580 • www.peacecorps.gov 

Grundfos Pumps, 17100 W. 118th Terrace, Olathe, KS 66061 • 
913-227-3400 • Fax: 913-227-3500 • www.grundfos.com 

Renewable Energy for Water Pumping Applications in Rural 
Villages, NREL/SR-500-30361 by Neway Argaw et al. & 
Opportunities for Renewable Energy Technologies in Water 
Supply in Developing Country Villages, NREL/SR-430-22359 
by John Niewoehner et al. • www.nrel.gov 

Water Pumping: The Solar Alternative, by M. B. Thomas, 
Sandia National Laboratories. April 1987. Document No. 
SAND 87-0804 • www.sandia.gov 

Water pumping system information on Sandia National 
Laboratory Web site • 

www.sandia.gov/pv/ docs/ WPdescription.html • 
www.sandia.gov/ pv/ docs/ WPSize.html 
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Intermediate Technology Development Group (ITDG), 
The Schumacher Centre for Technology & Development, 
Bourton Hall, Bourton-on-Dunsmore, RUGBY, CV23 9QZ, 
UK • 44-19-26-634-400 • Fax: 44-19-26-634-401 • 
itdg@itdg.org.uk • http:/ /itdg.org • Technical briefs on 
rural water pumping technology & issues 

Alternative Energy Institute, WT Box 60248, Canyon, TX 
79016 • 806-651-2295 • Fax: 806-651-2733 • 
aeimail@mail.wtamu.edu • www.windenergy.org • 
Info on solar & wind powered water pumping ^ 



GRUNDFOS SQ FLEX PUMPS 
& CONTROLLERS 
IN STOCK 

ADVANCE POWER CO. 
888-228-9694 

www.advancepower.net 

Mention this ad for additional discount. 



TROUBLE- 



WATER 
PUMPING 




NO diaphragm or pistons 
NO cams and flappers 
NO brushes 

NO electronics down the well 

Thanks to intelligent engineering, 
LORENTZ pumps ensure a 
reliable water supply for 
remote places. 

up to 750 ft /230 m 

up to 50GPM/200 LPM 




LORENTZ 



reliable solar solutions since 1993 

Tel. + + 49 (0) 4 1 93-7548-0 www.lorentz.de 





Quality First! 



Inc. 
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Logic Modu/e ^ ^tyVtyj*, MM 
Accessory for ^f|^ 
Solar Controllers 

• Provides high level system control functions 

High/low voltage alarms 
Load control 
Generator start 

• Four independent relay driver outputs 

• Reads digital data inputs from our TriStar 
controller 

• Reads battery voltage in systems with 
other controllers 

• Less expensive than other alarm/gen start 
packages 

* 1MORNINGSTAR 

1T1 corporation 

Phone: +1-215-321-4457 
www.morningstarcorp.com 



Authorized Service Center for Xantrex Inverters 

Authorized Service Repair and Sales of 
Mitsubishi UPS (7.5kva to 350kva) 

Certified Xantrex Dealer 

Largest inventory of SW, DR parts in North America 
Fastest turn around time in the WEST 





Albuquerque, NM 



s 



Master Electronics Technician 

erichl@directpower.com 



Electrical Engineer 

dand@directpower.com 



www.directpower.com 
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Offering Workshops in locations around the world! 



PV Design & Installation 
Advanced Photovoltaics adflSfl 
Women's Photovoltaics £ 4 

Utility Interactive PV 
PV Industry Week 

Micro-Hydro Power L 
Wind Power K 
Solar Water Pumping 
Intro to Renewables 
Successful Solar Business S 
Biodiesel 
Solar Hot Water 
Solar & Radiant Heat 
Solar Home Design Principles 
Designing & Building a Natural Home 
Renewable Energy for the Developing World 
Sustainable Building for the Developing World 



Online Workshops 

PV Design Jan 9 -Feb 17 

Mar 13 -Apr 21 

May 30 -Jul 7 

Sep 5 -Oct 13 

Oct 30 -Dec 8 

Solar Home Design...Feb 1 3 - Mar 24 
Sep 5 -Oct 13 

Call for Our 2000 

Catalog 



HANDS-ON EDUCATION FOR A SUSTAINABLE FUTURE 



PO Box 715 - Cdrbond44?, CO £162 3 
tftfi 970-963-6455 - fax: 970 963-6666 
sqI ■ solarenQrgV'Ofq 

WWW.SOLARENERGY.ORG 




SOLAR ENERGY 

INTERNATIONAL 



No Power? Mo Problem! 

There is more to a working renewable I 
energy system than a cheap deal on a 
pile of hardware. 

We Provide: ^^Tfrjlffllfe. 

Complete service. We do solar, wind, microhydro and ifcrtf] 

pumping systems. Load analysis, site survey, system 

design, sales, installation, user training, and tech 

support long after the warranties expire. We live on I 

renewable energy, have 20 years of experience, and 

have established over 500 systems. We specialize in l^PW 

NEC ® compliant, safe systems that will make your ™ ^^^t ~ L?l 

Electrical Inspector smile! 

Equipment for DIY. We offer reasonable deals and 
technical reality checks. Why settle for a packaged 

system when you can have yours custom designed by I 

an expert? 

Your best resource is a local pro. Tap into our network 
of qualified, competent Electron Connection associates 
across the country. 

Going into the Biz? Why talk to a "sales technician" 
when you can talk to an electrician? We KNOW what 
works and how it works. We offer technical support, 
system design help, prompt shipment, fair pricing 
and NO BULL. Local referrals always. Electrical 
competence required 





PO Box 203, Hornbrook, CA 96044 USA 
Voice / Fax: 530-475-3401 • E-mail: bob-o@electronconnection.com 



Walking 
the Talk 



Michael Welch 

©2005 Michael Welch 



Energy 
Group 
Gets 
Solarized 



Redwood Alliance (RA) is a 
community-based social and environ- 
mental organization whose main 
focus is advocacy and education to 
promote safe and efficient energy use 
and development. 





Twenty-four Shell Solar, 130-watt 
solar-electric modules provide energy 
for several businesses in this building 
in Areata, California. 



Integrating the panels into the 
building design offered the perfect 
opportunity to showcase the 
system to the public. 
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Founded in 1978 in Areata, California, RA's original goal 
was to stop the reopening of the Humboldt Bay Nuclear 
Power Plant near Eureka. After that success, RA's focus 
shifted to working on the safe storage of the old, irradiated 
nuclear fuel that is still on site there, and the eventual 
decommissioning of the plant. 

But RA, where I work as a volunteer, found that being 
anti-nuclear was not enough — we needed to show that safe, 
effective, sustainable alternatives to nuclear energy existed. 
On that front, RA began advocating for and educating about 
renewable energy (RE). Dozens of workshops, energy fairs, 
public meetings, and other forms of community publicity have 
helped put Areata on the RE map. 

Since the early '90s, one of the goals of RA has been 
to generate our own electricity using solar energy and to 
demonstrate the technology to the community. This is a 
very difficult accomplishment for a grassroots nonprofit on 
a tight budget, and in the situation of being a renter. But in 
the last couple of years, several circumstances came together 
to finally achieve this goal. 

System Starts 

Several times over the last fifteen years, we had attempted the 
task, and each time were foiled either by lack of equipment 
or by an unfavorable landlord. Getting donations was very 
tough because lots of deserving nonprofits and projects are 
out there, and after awhile we became pretty discouraged. 




This state-of-the-art installation provides clean, renewable 
energy and serves as a fantastic demonstration system 
for the public to see firsthand. 



Then we moved to a building with a landlord who loved 
the idea of solar energy. We decided to try anew and began 
putting out feelers about getting equipment donations, or 
obtaining equipment at a substantially reduced price. 

After spending more than a year working with various 
PV manufacturers with no luck, we were again on the 
verge of giving up. Then we heard that Shell Solar, which 
had recently purchased Siemens Solar, had some modules 
with the former company's name on them — and they were 
willing to give them to our organization. We received a 
wonderful donation of forty-eight, 130-watt modules. 

Designing a Showcase System 

With the all-important module donation in hand, we knew 
we were most of the way home. We could now figure out 
what kind of system we wanted and start designing it. First, 
though, we worked on improving our energy efficiency, 
adding task lighting for each desk in the office, replacing 
standard fluorescent fixtures with energy efficient T-8 
fluorescent lighting throughout the building, and swapping 
out a CRT computer monitor with a low-power ViewSonic 
LCD display. 

We wanted to showcase both batteryless and battery- 
based grid-intertie systems in this demonstration system. 
An off-grid system uses nearly identical components to 



PV System Tenants 

Besides generating electricity for RA, two other 
offices housed on the second floor of the building 
also benefit from the solar-electric system 
installation. 

Like RA, Center for Environmental Economic 
Development (CEED) is a nonprofit organization. 
For more than ten years, CEED has worked 
as a catalyst for environmentally sustainable 
community development. CEED's work in 
sustainability is divided into seven project areas, 
including RE and Climate Change, Green Building 
and Sustainable Tourism, and Sustainable 
Materials and Zero Waste. 

Visual Tattoo (VT) is the first known solar-powered 
tattoo parlor in the world. In February 2005, VT 
artists Dean Shubert and Brian Kaneko designed 
a special tattoo to commemorate the solarization 
of the business. The solar-electric system supplies 
energy for area lighting and task lighting, and the 
electricity for needles, which each draw about 100 
watts. (What's a tattoo customer's least favorite 
word? "Whoops!") 



www. homepower.com 



55 



advocacy power 




Tech Specs 

System Overview 

Type: Battery-based, grid-tie PV 
Location: Areata, CA 

Solar resource: 4.4 average daily peak sun-hours 
Production: 320 AC KWH per month 
Utility electricity offset: 100 percent 

Photovoltaics 

Modules: 24 Shell Solar SP130-PC, 130 W STC, 
33 Vmp, 24 VDC nominal 

Array: Eight three-module series strings, 3,120 W 
STC total, 99 Vmp, 72 VDC nominal 

Array combiner box: OutBack PSPV, 15 A breakers 

Array disconnect: OutBack PSDC, 60 A breaker 

Array installation: Direct Power & Water LPRGM 
mounts installed on SSW-facing balcony, 
50-degree tilt 

Energy Storage 

Batteries: Twelve Concorde PVX-1080T, 12 VDC 
nominal, 108 AH at 24-hour rate, sealed AGM 

Battery bank: 48 VDC nominal, 324 AH total 

Battery/inverter disconnect: 175 A breaker 

Balance of System 

Charge controller: OutBack MX60, 60 A, MPPT, 
72 VDC nominal input voltage, 48 nominal output 
voltage 

Inverter: OutBack GVFX3648, 3,600 W, 48 VDC 
nominal input, 120 VAC output 

System performance metering: GE CL200 KWH 
meter, WinVerter PC software, OutBack Mate 



a battery-based grid-tied setup, so for demonstration 
purposes, our battery-based system covers both 
applications. Even though Areata does not experience 
frequent or prolonged utility outages, we are surrounded 
by areas that do, and surrounded by areas with no utility 
service at all. Demonstrating a system for the off-grid 
community was important to us. And as we eventually 
found out during a recent outage, it is very nice to be able 
to keep working right through a blackout. We would be 
able demonstrate either type of system — on grid or off 
grid — with a flip of the switch that controls the utility 
connection. 

Two utility services with separate KWH meters, one for 
each floor, serve the building we rent space in. We wanted 



The installation crew mounts photovoltaic panels 
on the second floor balcony. 



to install two separate systems — one for each meter — so 
that we would not be overpowered and give away too 
much excess energy to the utility. California's net billing 
law allows us to annualize PV production versus energy 
consumed. So summertime's higher production can make 
up for fewer watt-hours produced during the winter season. 
The effect of this is that the customer is paid at retail price 
for all power produced, up to the amount consumed over 
a year, and any excess energy produced is "donated" to 
the utility. For our 6,240 watts of solar panels, having 
two meters on this building created a perfect situation in 
matching our electricity production with our electricity 
consumption. 

The Process 

We decided to start with the battery-based system, to be 
attached to the meter for the upper floor, which houses RA 
and two other businesses. 

But before we could start, we needed to begin the 
application process to reserve our state rebate, which would 
cover costs for equipment and labor that would not be 
donated. Although we were working with OutBack Power 
Systems to source equipment, their inverters were not yet 
approved under the rebate program. Instead, we substituted 
a different, approved inverter for application purposes. 
Once a rebate application is approved, it is permissible to 
switch to other approved equipment, and we kept crossing 
our fingers that the inverters we selected would qualify 
before we needed to start the installation. 

It took almost a year to line up the rest of what we 
needed and design the system around that equipment, 
giving OutBack plenty of time to complete their certification 
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Utility In/Out: 

120/240 VAC 




Utility 
KWH 
Meter 



1 1 



AC Mains Panel: 

To 120/240 VAC 
other suites' loads 



Array Combiner Box: 

OutBack PSPV, 
eight 15 A breakers 



AC Routing Panel: OutBack PS2AC, 
50 A inverter bypass breakers 



Photovoltaics: Twenty-four Shell SP130-PC, 
130 W each at 24VDC, 
wired for 3,120 W total at72VDC 



DC Panel: OutBack PS2DC, 
Two 60 A PV disconnect breakers, Meter: 

60 A GFP breaker,175 A inverter Communications Hub: OutBack 
disconnect breaker OutBack Hub Mate 



l_r\ 





KWH ( \100KUH\ ] 
Meter 




3 



/ Display Inverter: \ 

J For aesthetic ; 
\ purposes only / ^ 



Inverter: OutBack GVFX3648, 
3,600 W, 48VDC input, 
120 VAC sine wave output, 
utility interactive 




m 





Charge Controller: 

OutBack MX60, 60 A, 
MPPT, 72 VDC input, 
48 VDC output 



Batteries: 

Twelve Concorde PVX-1080T, 
sealed AGM, 108 AH each at 12 VDC, 
wired for 324 AH at 48 VDC 



Ground 



AC Subpanel: 

To 120 VAC 
Redwood Alliance loads 



Note: All numbers are rated, manufacturers' specifications, or nominal 
unless otherwise specified. 



and ETL-listing processes. Batteries are not covered under 
the rebate program, and just as we were about to purchase 
some at a huge expense, Concorde Battery Corp. donated 
twelve Sun Xtender sealed batteries perfect for our indoor 
installation. OutBack donated an MX60 charge controller, a 
Mate remote monitor and control, and a PSR battery rack, 
and gave us the normal discounts they give all nonprofits on 
the rest of the equipment we needed. 

Since this was a demonstration system, we really wanted 
to show off the modules. A south-facing balcony runs the 
entire length of our building on the second floor. It was 
the perfect place to show off PV panels since it is visible to 
a major street and a well-used sidewalk. We approached 



the City of Arcata's design review committee with our 
proposal, but they really didn't like the idea of PV modules 
just hanging off the building. They wanted the array to 
look more like a conventional awning, and even asked for 
triangular side covers, ornamental mount legs, and cute 
awning skirts. We talked them out of the custom legs by 
assuring them that the support system would be hidden 
entirely behind the modules, but agreed to their other 
ministrations to keep the project moving forward. After the 
array was installed, they agreed that it looked great without 
the previously required embellishments. 

From poring over the building's blueprints, we could 
not be certain that our balcony would handle the extra 
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List or Street 
Item Price (US$) 



24 Shell Solar SP130-PC modules 


$14,229 


OutBack GVFX3648 inverter 


2,345 


Miscellaneous wire, conduit, electrical 


2,265 


12 Concorde PVX-1080T sealed batteries 


2,100 


Labor, PV system installation 


I ,/Do 


UrotVV LrnolVlD-oLl rOOT mounts 


I ,DDO 


Labor, AC electrical site preparation 


1 1 A K 

l , 1 4b 


Engineering for balcony installation 


875 


OutBack MX60 charge controller 


649 


OutBack PSR battery rack 


649 


Lumber, steel & carpentry for balcony 
reinforcement 


512 


uutbacK rozuu witn i/bADreaKer 


Job 


uutbacK rbzAL witn bu a oypass oreaKers 


Job 


OutBack display inverter, no innards, 
with covers 


Jzy 


Permits & documentation 


306 


OutBack Mate system display & controller 


one 

zyb 


Cables for batteries & inverter, 2/0 


198 


OutBack HUB4 communications manager 


195 


Miscellaneous hardware 


161 


OutBack PSPV array combiner box 


139 


Scaffold &tool rental 


131 


OutBack OBDC-GFP/2 ground fault 
protection 


129 


OutBack PS2MP power system mounting 
plate 


129 


8 OutBack OBPV-15 breakers for combiner, 

1 b A 


96 


uutbacK ron-oix DattGry racK sneit Kit 


QQ 

oy 


Oi itRppk PCR-C7A hatto r\/ ra^k CDicmir Ht 
wuldciuix ron o^_h- uci llci y iduixodoiiiiu i\i i 


OZf 


3 OutBack PSR-SCT battery rack trays 


87 


OutBack PSR-HDT battery rack HD top 


79 


2 OutBack OBDC-60 breakers for 
controller, 60 A 


58 


Square D DU221RB utility disconnect 


48 


Cutler-Hammer 2-100 breaker 


46 


Cutler-Hammer 8-16 load center, 125 A 


41 


Total 


$31,515 



weight of the PV system cantilevered from it, and we were 
not sure what kind of extra wind loads the system might 
create. The blueprints showed that the balcony wall was 
attached to the walkway merely with Simpson Strong-Tie 
clips, though none of that could be seen through the stucco. 
Visual inspection showed the 4 by 6 posts were strictly 
ornamental, and not able to support anything. 



Our engineer calculated that the potential for wind loads 
would be minimal compared to the weight problems. The 
24 modules and their rack would add about 1,300 pounds 
(590 kg) to the balcony structure, some of which would 
be levering downward from several feet out and applying 
lots of outward torque to the balcony wall. We made some 
suggestions to the engineer, who calculated them out and 
approved our solution of adding thick, steel reinforcement 
plates to both sides of the balcony posts, attaching them to 
the heavy glue-lams top and bottom, and then adding 2 by 
10 Douglas fir top plates to the balcony wall, running 24 
feet in unbroken lengths between the posts. The new top 
plates would keep the array mounts in line, the posts would 
keep the top plates from moving outward, and the steel 
plates would tie it all to the building. With a system design, 
stamped engineering, and an OK from the City's design 
reviewers, we finally got our permits. 

Construction Heady 

We ordered the steel plates and specialty lumber, and 
started construction. The local Blue Lake Rancheria tribal 
authority's head of construction, Bruce Ryan, oversaw the 
crucial balcony reinforcement. Next, our installer Roger and 
his crew, along with our volunteers, went to work mounting 
the PV subarrays. It turned out that eight subarrays of three 
modules (72 V nominal) in series would be a great match 
for a single MX60 controller (converting to 48 V nominal for 
the battery bank) with the 3,600-watt OutBack GVFX3648 
inverter, and perfect for the length of our balcony. The 
balcony has just enough room left at one end for the future 
sign touting the system, and a little empty space on the other 
end where, ironically, a utility pole would have shaded the 
end of the array each midafternoon. 

After some deliberation, we decided that looks were as 
important as performance for this demonstration system 
and set the module tilt at 50 degrees instead of at 40 degrees, 
which is optimal for our latitude. Hopefully, this will help 
folks with concerns about the aesthetics of a PV system 
accept this technology. 

Next, we needed to figure out how to best show off 
the electrical equipment and the bank of batteries. We 
wanted a very clean-looking installation, so we decided 
to go with the OutBack PS2 power system rack. For a 
simple and neat installation, this system combines all 
the inverter-related components onto a backing board, 
including the charge controller, the inverter, both AC and 
DC disconnect enclosures with breakers, the OutBack Mate 
communications-display module, and the OutBack Hub 
(which allows the Mate, inverter, and controller to interact). 
The PS2 system is capable of handling two inverters and 
charge controllers, for double the size of our system. 

To best display the system, we decided to put the power 
system in our office space. Our biggest concern was that 
noise from the variable-speed fans in the inverter and charge 
controller would disturb our work. The fans go on and off 
individually, and vary in speed as the amount of heat to 
be dissipated fluctuates. Clearly, these components do not 
belong in living or work spaces where noise is a concern, 
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but for our demonstration purposes, having the equipment 
front and center was critical. Now that the system has been 
up and running for several months, it is a hair louder than 
we expected, but still within acceptable limits. Our office 
mate hasn't complained at all. 

A floor-to-ceiling stub wall, built next to our windows 
and viewable from the balcony, houses the OutBack PSR 
battery rack below the PS2 system. Conduit was run 
through an open space behind the wall and into holes 
punched in the backside of the electrical equipment — not 
one piece of conduit is visible from the wall front. Finally, 
to polish the look of the system, we purchased an OutBack 
FX display inverter, sans guts, to fill the empty spot in the 
PS2MP mounting plate. 

We wired and installed the power panel components 
using the color-coded wiring diagrams that accompanied 
the PS2DC and PS2AC boxes, though I don't recommend 
this for most end-users. Even the internal wires were 
provided, the right size and cut to length. Normally, all 
the wiring for these units is done at the wholesale level by 
trained system integrators. Our components came directly 
from OutBack, so we did not have that advantage. 

I had insisted on hiding all of the wire and conduit for 
the PS2 installation, and I wanted the battery racking and 
cabling to also be as neat as possible. I ordered precise cable 
lengths for the twelve Concorde batteries. I made all the 
cable ends and battery terminals perfectly flat to increase 
contact area. Instead of covering the batteries with the 
opaque front that comes with the battery rack, we used clear 
Plexiglas. 

Brant Electric installed our utility disconnects and put in 
an AC subpanel so that the battery backup would provide 
power only to our office out of the three businesses on 
the utility service. Finally, Roger and his crew put in a 
performance KWH meter on the backside of the stub wall, 
completed the wiring between the PV combiner box and the 
DC disconnects, and then hooked up our new AC subpanel 
to the inverter panel's AC disconnects. 

With everything in place, Roger set up the inverter and 
controller. Later, he complained to me, "Why do inverter 
manufacturers make this so hard? Why can't the menus be 
more descriptive, and not so deeply nested?" 

Really, all he needed to do was set the nominal battery 
voltage, set the system to "sell," and have the system give 
the batteries an initial charge. It wasn't so difficult, but the 
settings also allow for the finest of tuning, which can involve 
using a deep and complex system of setup menus. 

Working with OutBack tech support, I decided that 
the only fine-tuning our system needed was to turn off the 
inverter's charger so that the grid would never be called 
upon to charge the batteries. Our relatively large solar- 
charging source enables us to quickly make up for any 
outages that cause us to dip into our battery backup. 

Up & Running 

With the system installed and paperwork filed, our utility, 
Pacific Gas and Electric Co. (PG&E), came out and installed 
a new, digital KWH meter, which reads in both directions. 




Installer Ben Scurfield assembles the OutBack PS2 
power panel. The second inverter case is for display only. 



The utility representative inspected the system, and then 
we went upstairs to turn it on. With the system operating, 
we went downstairs again to see the utility meter running 
backwards. Success! 

Long before, we knew it would work just fine, as PG&E 
allows pre-approval operation of the system for testing 
purposes. We were careful not to "test" it too much, as we 
did not want the meter reading to show a surplus from 
the last time it was read. We had heard horror stories from 
folks who had run their systems too much before PG&E's 
inspection, and got caught in some kind of corporate, 
bureaucratic maze. We quit "testing" just in time to show 
only a small, positive amount of KWH used for that 
month. 

PG&E's interconnection approval came the day before 
the National Solar Tour— on September 30, 2004. RA 
participated in the tour, which is coordinated in communities 
nationwide. We had quite a few folks come through our 
office that day, and I have kept in touch with some of them. 
At least two of them have ordered systems of their own. 
One is almost identical to our battery-based intertie system 
because they live in a rural area that is last on the list for 
repair when there are extensive storm-related outages. The 
other system will be a battery less system in the heart of 
Areata, proving that the Redwood Alliance demonstration 
center is already doing its job. Once RA's second system 
is up and running, we plan on scheduling a dedication 
ceremony and solar-electric celebration for the community. 

Number- Crunching 

After a year in operation, we know that the system is 
making much more energy than our suite consumes, even 
in the winter. And it looks like we can count on the system 
averaging as much as all the suites are using, making the 
annual net usage equal zero. 

RightHand Engineering donated their WinVerter 
software to us, which monitors both the inverter and the 
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charge controller, and gives us a ballpark view of how the 
system is running. This software gives me the ability to 
monitor the system from my computer. 

Compared to older battery-based, grid-tie inverter 
designs, the OutBack GVFX3648 inverter has a very high 
conversion efficiency. For example, WinVerter was showing 
an array output of 2,730 watts. The only loads are 132 W 
for a computer and a monitor, so the available output 
is 2,598 W. Yet the output to the grid has been showing 
2,268 W, which indicates an efficiency of about 87 percent. 
We are quite pleased with these results. 

Some modern batteryless inverters achieve peak 
efficiencies of about 95 percent. This difference in efficiency, 
the additional cost of the equipment for handling batteries, 
and the cost of the batteries and their eventual replacement 
are strong arguments in favor of batteryless systems — unless 
the security of backup power is necessary. Our second PV 
system is now demonstrating a batteryless system, with a 
Xantrex GT3.0 inverter attached to the other 24 Shell Solar 
modules we have. Stay tuned for this story. 

Eventually, RA hopes to have an extensive data collection 
system that will monitor individual offices , consumption, as well 
as graphically display a full range of data for both PV systems. 

Keeping the Good Energy Going 

Part of our process included applying for California's rebate 
program for both of our PV systems. The rebates will cover 
all of our system expenses. When our rebate arrives, we 
will offer a portion of it as matching grants to the other 
businesses in the building, so that they can have funds for 
installing energy efficiency measures too. PG&E also has 
awarded us a generous grant to our general fund, some of 
which will go to energy efficiency measures, and some of 
which we may use to remove the power pole that shades the 
east end of the balcony. 

Finally, after nearly 30 years of energy activism, Redwood 
Alliance can take pride in where its energy comes from. 
Instead of sucking up Diablo Canyon's nuclear-created 
electricity, or damming rivers, or burning fossil fuels, weVe 
taken our energy matters into our own hands, and we will 
be cranking out a few extra watt-hours onto the grid for 
other folks to use. 

Access 

Michael Welch, c/o Redwood Alliance, PO Box 293, 
Areata, CA 95518 • 707-822-7884 • 
michael.welch@homepower.com • 
www.redwoodalliance.org 
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1 www.newhorizoncorp.com 
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Alternative Energy Engineering, PO Box 339, Redway, CA 
95560 • 888-840-7191 or 707-923-2277 • Fax: 707-923-3009 • 
info@alt-energy.com • www.alt-energy.com • Battery 
cables, great advice 

Bruce Ryan, Blue Lake Rancheria, PO Box 428, Blue Lake, 
CA 95525 • 707-668-5615 • www.allianceofcatribes.org/ 
bluelake.htm • Balcony reinforcement 

Peter Brant, Brant Electric, PO Box 66, Areata, CA 95518 • 
707-822-3256 • Fax: 707-826-1180 • pbrant@foggy.net • 
Electrical contractor 

Center for Environmental Economic Development, PO Box 
4167, Areata, CA 95518 • 707-822-8347 • Fax: 707-822-4457 • 
ceed@humboldtl.com • www.ceedweb.org 

Concorde Battery Corp., 2009 San Bernardino Rd., West 
Covina, CA 91790 • 800-757-0303 or 626-813-1234 • 
Fax: 626-813-1235 • skipkoss@aol.com • 
www.concordebattery.com • AGM Sun Xtender batteries 

Direct Power & Water Corp., 4000-B Vassar Dr. NE, 
Albuquerque, NM 87107 • 800-260-3792 or 505-889-3585 • 
Fax: 505-889-3548 • jrandall@directpower.com • 
www.directpower.com • PV mounts 

OutBack Power Systems, 19009 62nd Ave. NE, Arlington, 
WA 98223 • 360-435-6030 • Fax: 360-435-6019 • 
sales@outbackpower.com • www.outbackpower.com • 
PS2 power system components, battery rack & PV 
combiner box 

RightHand Engineering LLC, 19310 226th Ave. NE, 
Woodinville, WA 98077 • Phone/Fax: 425-844-1291 • 
info@righthandeng.com • www.righthandeng.com • 
WinVerter software 

Roger, The Little House, 1527 Buttermilk Ln., Areata, CA 
95521 • Message only: 707-826-9901 • Solar contractor 

Ben Scurfield, Scurfield Solar • PO Box 41, Areata, CA 
95518 • 707-825-0759 • bscurfield@yahoo.com • Solar 
contractor 

Shell Solar Industries, 4650 Adohr Ln., Camarillo, CA 
93011 • 800-272-6765 or 805-482-6800 • Fax: 805-388-6395 • 
solarsales@shellsolar.com • www.shellsolar.com • PVs 

Visual Tattoo, 175 G St., Ste. A, Areata, CA 95521 • 
707-825-8004 • www.visualtattoo.com ^ 



PC Software for Sine Inverters 
WinVerter^ 
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BACKWOODS 

Solar Electric Systems 

For an earth restored and a world at peace. 

Solar • Wind • Hydro 

Specializing in Independent Electric Power for the Remote Home where utility power is not available. 
For 26 years, your questions have been personally answered by the good folks at Backwoods Solar that 
use these products everyday Our catalog / planning guide teaches the basics of installing solar, wind and 
hydro electric residential power and we offer free system design service either by telephone, email, or 
your visit to Backwoods. We can also refer you to solar helpers around the country. 

Visit us or write: 
Backwoods Solar Electric Systems, 
1589-HP Rapid Lightning Creek Rd, 
Sandpoint, Idaho 83864 USA 



SOLAR J^iTH NO 



185 PAGE 
CATALOG / PLANNING GUIDE 
Free to Home Power readers 
in the U.S.A. 



Phone: (208) 263-4290 • Fax only (208) 265-4788 
Website: www.backwoodssolar.com • Email: info@backwoodssolar.com 



SOLECTRIA 




RENEWABLES 





Grid-Tied PV Inverters 




Lightweight & Efficient Design 
Plug 'n Play Installation 
Unsurpassed Quality 
Breakthrough Price 



PV125UU Riesidentiar 



www. sot ren.com 



3G0 Mtirrimack St. 
Lawrence,, MA0J&*3 
tel: 97S-6B3-97CC f?K 97S 6Q>97£>2 



PV] 1800 Residential 



inverters @ so I ren .coin 
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IN FV MOUNTING STRUCTURES 




P UfflDUNTS 




When it has to look great 

Ensure the visual appeal 
that you and your neigh- 
bors demand. 



New options and accessories 

The most versatile mounting 
system in the PV industry 
continues to grow. 



Standing-seam solution 

The lowest possible 
installed cost with no 
rails or penetrations on a 
standing-seam metal roof. 



The large array answer 

Low cost, installation ease, 
and code compliance are 
our standard. 



* PV power anywhere 

The right rack sized to 
your needs saves you 
time and money. 



www.unirac.com 

UniRac, Inc. • Albuquerque NM USA* 505.242.6411 



FRO 




As seen in HP 90, pg 50 
and HP 103 pg 72 
Dealer Inquiries 
Welcome 



PROVEN WIND TURBINES 




Direct 



Grid-Tie 



Now Available 



Reliable • Quiet • Rugged • Elegant 

Solar Wind Works 



~ Proven USA Distributor ~ 

Chris Worcester, NABCEP Certified PV Installer 
CA Contractor's License: #796322 
NV Contractor's license: #59288 

Renewable Energy Power Systems 
• Sales— PV, Wind, & Microhydro 
• Design— Off-Grid or On-Grid 
• Installation & Service 



1 Toll Free! 877-682-4503 u -^^™ 

PO Box 251 1 , Truckee, CA 96160 
info@solarwindworks.com • www.solarwindworks.com 



Battery Filling 




Put the fun back in watering your batteries! 

• One Connection 

• One Minute 

• Accurately Fills 
Each Cell, 
Every Time! 

See Product Review, 
Home Power Magazine 
Issue 100, Page 82 

Master Distributor for BFS, deep cycle & industrial batteries 

Ail Battery 
Sales & Service 

1-800-562-3212 
Fax: 425 742-1739 

vern@allbatterysalesandservice.com 
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FREE SHIPPING fn lower 48 states! Most models ship within 2 days 

10 year Warranty 1 Dealer inquires invited 
f //fMMf www.solaronebattorifla.com BGQ-T1B-B816 941-697-1344 Fax 941-S97-07G7 



Use ALL the power from PV Arrays, ALL day, at ALL temperatures 



NOW AVAILABLE FOR THE RE5 [DEWTIAL 
AND COMWERQAL PV MARKETS 

T80 TurboCharg&r» 

Etocrafttt IhB number flf PV pjinr-l 
Ertittd ydur S ri m Etay 
Incrpp55 bjilUjry MPrj 
Ai ilom.Hi r v g| I ;i u\o ^lop dn wt\ 

90 Amps owEpul at up lo &0 vohs 
Chaj-g* 12, 24, 3-5, « 4E* bull Ark* 
frum Up lu UO vulC^ PV inpi.il 
Mtxlnvum P&wtr P&irkt Tracking 

tnlBrnal B^illcry Energy rVtalur 
Trm Yrvjir W.irT.inty 



As Reliable 
us The Sunrise 




Apollo Solar 

23 F, JCIarfce Circle 
Bethel, CT 06601 
(203) 79D-64Q0 
www Apol lo-Solarnet 



ystems 



Yau may fiat fcnow it, but low eosl Charge 
Controllers without MPPT have to throw 



away Z0% to 40% of your PV array powcf 
Our Charge Controller puis ALL ol thai 
esponsiva power inlo the batteries 
Actually It runs at 9fi.5*;ti -efficiency which 
means IE stays cool for high reliability 



Tne En*fgy Meter Intlndflfl whicb 



prr>vlrJc5 iin nccLi Nile m^pl.n'y or fiatlfry 
'.C.iCr: gf crmrgr/. Ici.id current, tins Iflft, #tC. 



A wimlF^ RijinrjErj Di^pLn^ is op|ir>riiil. 

Tills is lha higtissl powers most ctficienl. 
Pealura rich Charge Ctj-nlrrjller available. 
Il reduces the overall cost of a PV system. 
Wo would t-gvo Eo lell you how II does that. 



www. homepower.com 



63 



DIGIT Hi 
nUL TiflETERS 

Must-Have Tools 
for Sol ar- El ectri c 
Instal 1 ati ons 



Richard Perez 

©2005 Richard Perez 

If you're planning to install a solar-electric 
(photovoltaic; PV) system, a digital multimeter (DMM) 
is a must-have tool to get the job done. A DMM is your 
eyes into the invisible world of electricity, and without a 
meter, you're flying blind when installing, maintaining, and 
troubleshooting your renewable energy (RE) system. Using 
a DMM can save thousands of dollars in misconnected, 
ruined equipment. 

A digital multimeter is a hand-held instrument for 
measuring basic electrical properties such as voltage, 
current, and resistance. DMMs have a variety of functions. 




Elements of a Multimeter 



Liquid Crystal Display 

Resistance Setting 
(Ohms) 

DC Millivoltage Setting 
DC Voltage Setting 

AC Voltage Setting 



DiodeTest Setting 



Amps & Milliamps Setting 




Setting Switch 



Amperage Hot Lead Plug 
Milli/Microamperage Hot Lead Plug 



Common Lead Plug 



Some are necessary for all 
systems; others are only used 
for more advanced electronic design and 
troubleshooting. If you're installing a solar-electric system, 
here's a shopping list of what your DMM should measure 
if it is to be an effective tool for you. For electrical novices, 
refer to the Quick Definitions sidebar (on opposite page) to 
learn about essential DMM measurements. 

AC Volts 

In the United States, the standard AC electricity used in 
households is 117 volts rms (root mean square). This figure 
is a mathematical abstraction describing a sort of average 
of a voltage waveform that alternates 60 times per second 
between +164 volts and -164 volts. 

Any DMM worth having should be able to read the 
rms voltage and the peak voltage of an AC waveform. 
Many inexpensive DMMs will only read the rms voltage 
of sinusoidal waveforms. If the DMM is to be used on 
modified square wave inverters, it must be of the "true 
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rms" type or it will give wildly erroneous readings. Many 
inexpensive DMMs do not have the ability to read the peaks 
of the AC waveform. Reading the peak of the AC waveform 
is essential for use with engine-powered AC generators. 

DC Volts 

All DMMs will measure DC volts, and do so accurately. 
The meter will identify polarity — which wire is positive 
and which is negative. If the meter is connected backwards 
(positive to negative and negative to positive), it will 
indicate this by showing a minus symbol before the number. 
The polarity feature allows verification that PV modules, 
inverters, charge controllers, and batteries are properly 
installed and not reversed in polarity, which often will 
damage expensive equipment. Checking for correct polarity 
is an important step when installing systems. 

AC Amps 

AC amperage is usually measured in two ranges on most 
DMMs. One range is in the 200 milliamp (mA) scale, and the 
other usually can measure up to 10 amps. Both ranges are 
fuse protected, and if you exceed their capability, you will 
blow the fuse. 




Quick Definitions 

Voltage is electrical pressure, called EMF 
(electromotive force) by electronics nerds; the unit 
used is the volt (V). 

Current (or amperage) is the rate of electron flow 
in a circuit; the unit is the amp (A). 

Resistance is the quality of all materials to impede 
the flow of electrons; the unit is the ohm (Q). 

Frequency is the regular reversal in the direction 
of flow of electrons; the unit is the hertz (Hz). 



Using a digital multimeter to measure array voltage. 



AC electricity can be measured by using the meter's 
normal probes, with the meter in series in the circuit, or 
by using an external probe that clamps around the wire. 
This probe uses the induced magnetic field generated by 
alternating current to measure the amperage. While not 
quite as accurate as running the circuit through the meter, 
AC clamp-on meters allow the measurement of amperage 
above the standard 10 amps that most DMMs can measure 
directly. The AC clamp-on current probes are usually 
inexpensive. Once again, "true rms" DMMs must be used 
on modified square wave inverters to get an accurate 
measurement. 

DC Amps 

Measuring DC amperage is much the same as measuring 
AC amperage. Two ranges are available with the DMM 
and both are fused. The polarity of the current is indicated 
by the DMM — it tells you which direction the electrons are 
flowing. 

DC clamp-on probes are available to measure DC 
amperage by clipping around the wire. The situation is 
similar to the AC clamp-on current probes — they are less 
accurate, but more convenient since you don't have to open 
up the circuit and run the circuit through the meter, and 
they allow you to measure higher amperages. DC clamp- 
on probes are relatively expensive — an accurate one will 
probably cost more than the DMM itself. 
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Measuring Amperage 




Resistance/Continuity 

You will probably only need to measure resistance if you get 
into electronics design or troubleshooting. But the continuity 
function of a DMM is frequently used in troubleshooting 
electrical systems. It can tell you that the circuit is complete, 
and that all wiring and connectors are continuous. Many 
meters have an audible continuity function that sounds a 
tone when there is continuity between whatever points the 
two probes are touching. 



AC and DC clamp meters allow you to measure system 
amperage without modifying any wiring. 




Frequency 

Many of the more expensive DMMs will also measure 
frequency. This function is great to fine-tune your 120/240 
VAC generator and make sure that it is running at exactly 
60 cycles (Hz). It can also be used to do esoteric things, like 
calculate the rpm of your wind generator. 

DMM Purchasing Tips 

Many, many makes of DMMs are available. Prices start 
at under US$50 and go to well over US$300. In general, 
the more you pay, the higher the accuracy and the greater 
the number of functions the DMM will have. I usually 
recommend that novices start with an inexpensive meter, 
and once they have learned to use it, upgrade to a more 
expensive instrument. 

Here are some ideas to help you find a good DMM. 
Look at the mechanicals on the DMM — the switches, jacks, 
and plugs. These mechanical items most often fail first. 
(This is from experience — I've owned dozens of DMMs 
over the years.) Check out the ruggedness of the case — is 
it light and flimsy, or heavy and durable? Investigate the 
fuses used for current protection in the meter — are they 
easy to replace and are the fuse types common? What type 
of battery does the DMM use? Most use a 9-volt transistor 
radio battery, but some use AA cells. An unusual battery 
can be a pain over the years. 

In terms of brands, the inexpensive meters marketed by 
Radio Shack are adequate for beginners. If you are willing to 
spend more than US$200, consider those made by Fluke. The 
Flukes are my all-time favorite, and I currently own three 
of them. The better Flukes have all the features described 
above, and a few more besides. I particularly like their 
" average " function, which allows taking measurements for 
up to 42 hours, and then gives a true arithmetic average of 
the data — very useful. Flukes are ruggedly built and should 
last for many years with careful handling and storage. 
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Measuring 
Voltage 



Open Circuit 




Using a DMM with PV Systems 

DMMs are particularly useful when installing solar- 
electric systems. They can make quick checks for polarity, 
which is of prime importance. If controllers and inverters 
are installed with the polarity reversed, they can be 
instantly damaged. 

When wiring a PV array, I check each and every 
module before adding it to the array. With the module 
facing the sun in full light conditions, I check the 
module's open circuit voltage (V Q c) by attaching the 
DMM's positive probe to the module's positive terminal 
or lead, and the negative probe to the PV's negative 
terminal or lead. The voltage reading on the meter should 
match the Voc specification listed on the back of the 
module if the measurement is taken in full sunlight. I also 
make sure of polarity at this stage, since some PVs are not 
marked clearly as to which terminal is positive and which 
is negative. 

Next, I check the short circuit current by changing the 
meter's setup. I put the DMM into high current DC mode 
(usually this is 10 amps for most meters) and attach the 
probes to the positive and negative terminals or leads of the 
PV, and to the meter as shown in the illustration. This short 
circuits the PV through the meter and allows a measurement 
of its short circuit current (Isc)- This specification is also 
printed on the back of the module. 

While I've never discovered a new PV that didn't meet 
the Voc and Isc specs, I've often used this procedure to test 
older modules and to troubleshoot arrays. When installing 
large arrays, remember that a clamp-on DC current probe 
will be necessary to measure the full current of the array. 
Performing these tests on a new array makes sure that 
all the elements are functioning properly and that all the 
polarities are correct. 

Checking Battery Polarity 

I perform a voltage measurement on each battery before I 
wire it into the battery pack. I have seen batteries, brand 



new and fresh from the factory, that are reverse polarized. 
(The terminal marked positive is really negative and the 
terminal marked negative is really positive.) Such batteries 
should be immediately returned and not wired into the 
battery bank. 

As I assemble the series strings of batteries that make 
up the pack, I measure the voltage of each resulting string. 
I want to see if the numbers add up and if everything is 
properly polarized. For example, in a 24-volt nominal battery 
bank made up of individual 6-volt batteries, four batteries 
will be connected in series (6x4 = 24). I test to make sure 
that each string is at 24 volts nominal, and that the positive 
and negative poles of the resulting battery string are correct. 
Finally, when all the series strings are wired into parallel, I 
check the resulting voltage and polarity of the completed 
battery bank before wiring it into the system. 

Checking Inverter Polarity AC Output 
Voltage & Frequency 

The first check to make before installing an inverter is 
to make sure that the battery input polarity is correct. 
While the main battery/ inverter breaker is still in the off 
position, check the polarity on the inverter input cables by 
measuring the DC voltage between the battery side of the 
breaker, and the negative bus bar. Connecting an inverter 
in reverse polarity will kill it dead, immediately. Double- 
check this — inverters are expensive, and connecting 
them reverse polarity is not covered in any inverter 
warranty I've ever encountered. (The same goes for 
charge controllers.) 

Once the inverter is connected and operating, use the 
DMM to measure its AC voltage and frequency. Do this 
immediately to make sure it is functioning properly. Voltage 
should read 117 VAC plus or minus 5 VAC. Frequency 
should read 60 Hz, plus or minus 0.2 Hz. 

Checking Engine Generator Voltage & 
Frequency 

Use the DMM to check both generator voltage (rms and 
peak), and generator frequency. RMS voltage should be 
between 110 VAC and 120 VAC. This depends on generator 
loading, so make sure that the generator is at least at half 
load before making this measurement. Peak AC voltage 
should be around 164 VAC, but no lower than 150 VAC. 
Low peak voltage will make your battery chargers work 
poorly. Frequency should read 60 Hz, plus or minus 0.2 
Hz. While the generator is under its typical load, adjust the 
generator's throttle control to bring the frequency as close 
to 60 Hz as possible. 

DMMs Are Your Eyes. . . 

Using a DMM at all stages of system installation ensures 
a working system, and no catastrophes or surprises. 
Where the DMM really shines is doing diagnostics and 
troubleshooting, but that's another, far deeper subject than 
this beginning article can cover. If you want to know more 
about DMMs and how to use them for troubleshooting, 
please see my article in HP60. 
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Buying an expensive DMM will not make you an 
experienced electrician any more than buying a Gibson 
Les Paul guitar will make you play like Jerry Garcia. 
What counts is practice and experience. While the DMM 
is your eyes into the invisible world of electricity, it takes 
understanding and knowledge to determine what the meter 
is telling you. So learn all you can about electrical theory, 
and use the DMM to apply this knowledge. 

Access 

Richard Perez, Home Power, PO Box 520, Ashland, OR 
97520 • 541-941-9716 • richard.perez@homepower.com • 
www.homepower.com 

Selected DMM manufacturers: 

Advanced Test Products Inc. • www.amprobe.com 

AEMC Instruments • www.aemc.com 

B&K Precision Corp. • www.bkprecision.com 

Elenco Electronics Inc. • www.elenco.com 

Extech Instruments Corp. • www.extech.com 

EZ Digital Co. Ltd. • www.ezdgt.com/eng/ 

Fluke Corp. • www.fluke.com 

Hioki USA Corp. • www.hiokiusa.com 

Instek Test Equipment • www.instek.com 

Kenwood TMI Corp. • 

www . kenwoodtmi. co . jp / index2e .html 

Megger Group Ltd. • www.megger.com 

Meterman Test Tools • www.metermantesttools.com 

Metex Instruments • www.imetex.com 



Morrow Wave Inc. • www.oscilloscope.com 
Simpson Electric Co. • www.simpsonelectric.com 
Analog VOMs 

Sper Scientific Ltd. • www.sperscientific.com 
Test Products International Inc. • 
www . testproductsintl . com 
Triplett Corp. • www.triplett.com 
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BAnERY System 
Monitor 



Displays vital battery system data to help users 
provide better battery care, increase conservation 
1 awareness and aid system maintenance. 

• Volts • Amps • Amp-hours • Min/Max volts 

• Days since charged • Battery % full 

• Remote locatable • More ! 

Bogart Engineering • (831) 338-0616 
www.bogartengineering.com 
19020 Two Bar Rd. Boulder Creek, CA 95006 USA 



New Battery System 
monitor: available now 

When you need A LOT 
MORE than a TriMetric 

The "System Sentry" feature of the 
PentaMetric records vital battery 
system data every hour. As long as 
your system is working OK you can 
just forget about it. But if after some 
time your system seems to be losing 
power or otherwise acting strangely, 
in 2 minutes you can download the 
data into your Windows computer- 
then email the result to your installer 
or other expert for analysis. 

You can also use the computer to read all the regular data and 
program all functions. The website has information for you techies 
on how to set up, graph and analyze the data so you can diagnose 
most common system problems without actually visiting the site. 

The PentaMetric system with computer interface (without LCD display 
unit) is about $320. See website for more information 
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Even if you live in an ordinary suburban home like my family does, you can 
still take advantage of many opportunities to save energy and money. Over 
the last four years, I have monitored my family's energy consumption and the 
effectiveness of several measures we took to make our home more energy efficient. 
The energy efficiency measures complement our renewable energy (RE) systems — 
wind, photovoltaics, and solar hot water. (See HP100.) 



Find Your Starting Point 

Even though our house is only ten years old, it needed 
some efficiency improvements. I started with an inventory 
of small, energy-wise changes I could make that would 
reap the most benefits. No matter the age or condition of 
your house, starting with a list gives you a place to begin. 
From there, it's just a matter of fitting it into your budget. 
For about US$30, you can buy a kilowatt-hour meter to help 
you analyze your appliances' energy use. For larger electric 
loads, you can refer to the EnergyGuide labels that come 
with most large appliances. 



Good Setbacks. Although you shouldn't have to sweat or 
freeze in your own home, you probably have a comfort zone. 
Keeping indoor temperatures near the borders of that zone 
can save lots of energy. The U.S. Department of Energy (DOE) 
estimates that setting your thermostat back 10°F to 15°F (5.5- 
8.3°C) for 8 hours can provide an annual savings of 5 to 15 
percent on your heating bill. Each degree Fahrenheit (0.5°C) 
of setback over 8 hours can shave about 1 percent off your 
utility bill. A similar relationship holds for cooling loads. 

A programmable thermostat (US$50 and up) allows you 
to adjust indoor temperatures to the lowest comfortable 
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Programmable thermostats offer hassle-free comfort. 



Using a removable whole-house fan eliminated one month 
of air conditioning use in this Texas home. 



level in winter and the highest comfortable level in summer 
without constantly fussing with the dial. Common models 
let you set several different programs to activate during 
different times of the day. This turns the furnace or air 
conditioner off automatically when the house is unoccupied, 
or dials the heat down or air conditioner up when you need 
it least, such as while you're sleeping. 

Bundle Up. Sealing the leaks in your house is one of the 
cheapest and quickest energy upgrades. Professionals use 
blower door tests to diagnose a leaky house. These specially 
equipped units fit into a home's doorway. Powerful fans 
pressurize or depressurize the house slightly, and measure 
the airflow and the fan-induced pressure. The more airflow 
that is required to induce a pressure difference, the leakier 
your home is. 

You can make a less accurate but quick assessment of 
leakage by lighting a candle and then watching the flame 
flicker as you move it next to door and window frames, or by 
burning incense and observing how the smoke moves. These 
methods work best in the wintertime when leaks expand as 
building materials contract. If you can see the flame flicker 
near the leak or feel a cold air stream, take action. 

Caulking and weather-stripping 
the gaps in your home probably offer 
the best use of your bucks in terms of 
home energy improvements. It will 
also make your home feel warmer 
and eliminate or at least reduce drafts. 
Before you batten down the hatches, 
assess the air quality in your house 
and make sure your home's ventilation 
is adequate. Sealing up a house too 
tightly can trap indoor air pollutants, 
such as carbon dioxide, mold, and 
dust. A house should replace its air 
volume two or three times every hour. 

Also consider adding insulation to 
your home's attic, walls, and floors, 
which will keep your home cooler 
in the summer and warmer in the 



winter, and reduce the run time of your cooling and heating 
equipment. The DOE recommends in most regions that, at 
a minimum, attics be insulated to R-49, walls to R-18, and 
floors to R-25. 

Get a Cheaper Cool. Using fans can be exceptionally 
helpful in keeping your house cool during transitional 
seasons, since running a fan draws just a tiny fraction of the 
power required to run an air conditioner. 

I found an ideal position for a fan in my house in the 
ceiling of the second floor, right under a circular attic air 
vent. Since the fan is positioned close to the highest point of 
the living space, it exhausts the hottest air straight through 
the attic, and draws cooler air from the rooms below. Before 
I installed the fan, on warm days that upper room was 
uncomfortable and pretty much useless because all the hot 
air in the house would accumulate there. 

I bought an industrial-grade fan for US$40 (available at 
most home improvement stores) and fitted it with a little 
flap I made from Styrofoam insulation board. The flap 
opens by air pressure when the fan is switched on and 
closes when it is switched off. The whole setup cost less than 
US$50 and can be installed in about five minutes. 



One of the two inefficient electric attic fans that were removed 
and replaced with ridge and soffit vents. 
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Our whole-house fan draws between 67 and 123 watts, 
depending on the chosen setting. Our 4-ton air conditioner 
pulls 4,000 watts — for that amount you could run about 33 
small fans! 

This small upgrade saves us from at least one month of 
air conditioning in our hot, humid climate, and easily paid 
for itself within one year. When we finally turn on the air 
conditioner, we keep the fan off to prevent blowing out the 
cool indoor air. In the winter, I remove the fan and fit the 
hole with an insulated piece of drywall. 

Ventilation. In warm months, an uninsulated attic 
transfers heat to the living space below. Our thermostat- 
controlled electric attic fans consumed about 6 KWH 
on a typical, hot summer day, without cooling the attic 
noticeably. A better way to ventilate an attic is with ridge 
and soffit vents that run along the whole length of the 
roof. The air circulation works naturally — the hottest air 
escapes at the ridge, while cooler air is drawn in through 
the soffit vents. 

A 4-foot-long (1.2 m) section of ridge vent costs about 
US$10, and a 1 -foot-long (0.3 m) piece of soffit vent costs 
less than US$2. Installing ridge and soffit vents for my entire 
house cost less than US$100. This passive attic ventilation 
works better than the active one did, and saves us several 
hundred KWH per year. At our current rate of US$0,135 per 
KWH, that translates into annual savings between US$40 
and US$80. 

Block the Heat. Up to one-third of a home's heat gain 
comes through the attic. Radiant barriers (foil-faced insulation, 
films, or sheathing) work by blocking radiant heat transfer. In 
certain climates, they can save between 8 and 12 percent on 
air conditioning costs. 



Attic Radiant Barrier 
Placement 



Top side of truss 
under sheathing 

Underside of _ 
rafters 



Attic floor (may be 







s placed on top of 
1 existing insulation) 




















Installing a radiant barrier under attic rafters can considerably 
reduce heat gain through the roof. 



For retrofits, the recommended way to install radiant 
barrier in an attic is to staple it to the bottom side of the 
roof rafters, which leaves an air space between the barrier 
and the roof sheathing. Install the barrier with the foil side 
facing downward. 

The hot air, within the space enclosed by the rafters and 
the radiant barrier, rises toward the roof's ridge, and cooler 
air is drawn in from the bottom. Provided there are enough 
ventilation openings, the hot air will rise out of the attic 
naturally. For that reason, the radiant barrier should end 
1 foot (0.3 m) above the attic floor and 4 
inches (10 cm) below the roof ridge, 
so that the hot air can escape 
through the ridge vent and 
the cooler air can enter at 
the bottom. 

Even a well-insulated 
and ventilated attic will still 
get slightly warmer than 
the outside air temperature. 
But reducing summer attic 
temperatures by just 10°F (5.5°C) 
goes a long way towards 
reducing your cooling bill. It 
cut our cooling bills in half. 

A Bright Idea. Compact 
fluorescent lightbulbs (CFLs), 
which use 75 percent less 
energy than typical incandescent 
bulbs, offer an easy energy saving 
opportunity. Just unscrew your old 
incandescent bulbs and screw in 
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Renewable Efficiency 



We have cut our yearly energy consumption by almost 
half— from 14,619 KWH per year to 7,341 KWH. Without 
accounting for subsidies or changes in energy prices 
(which are bound to keep increasing), the worst-case 
scenario payback time of all our efforts should be 
about twenty years. 

My first improvement was to install a whole-house 
attic fan and add insulation to the attic in June 2002. 
These changes cut our energy use by about 46 percent. 
The energy-saving benefits of improved insulation, 
caulking, and weather-stripping that following winter 
decreased our December 2002 energy use by more 
than 30 percent. 

The other changes are more difficult to pinpoint on 
the graph at right. For example, if the solar water 
heater saves 1,500 KWH annually, that represents 
a 150 KWH change over 10 months of operation — 
an amount too small to show dramatic results on 
the graph. That's where examining the complete 
picture, by comparing overall annual reductions in 
consumption, comes into play. 



Annual Household 
Energy Consumption 




Our average energy use per month is 611 KWH. Our 
African Wind Power 3.6 wind turbine, which generates 
104 KWH per month on average, and our880-watt solar- 
electric system, which produces an average of 92 KWH 
per month, meet about one-third of our energy needs. 
The solar hot water system and the backup electric 
tankless water heater are an efficient combination, and 
the 40-gallon, solar-heated water capacity is more than 
sufficient for our family of four. Replacing our ten-year- 
old heat pump with a state-of-the-art unit could shave 
between 25 percent and 50 percent off the remaining 
heating and cooling bills. This would be an excellent 
improvement. 

Household Energy 
Consumption 
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A 10-day vacation in July 2002, compared to July 2003, accounted for 
the lower energy consumption. 

Hotter than normal fall weather accounted for the small increase in 
energy consumption from September 2003 compared to September 
2004, and from October 2002 compared to October 2003. 

In November 2004, guests increased the household from four to six 
people, increasing the household's energy use. 

A weeklong vacation in January 2002 reduced energy consumption 
compared to January 2003. 



new CFLs. Many CFLs offer a light spectrum similar to their 
incandescent counterparts, and come in shapes, styles, and 
sizes to fit a range of fixtures and lighting needs. Most come 
with a seven-year manufacturer's warranty, start quickly 
without flicker, and cast a warm light. 

With a design life of 10,000 operating hours, one CFL 
will outlast at least ten incandescent lightbulbs. Although 
their upfront cost is more than the cost of incandescent 
bulbs, the lower energy use multiplied with their longevity 



results in impressive lifetime cost savings. Another benefit 
is that CF floodlights and bulbs generate much less heat in 
recessed ceiling fixtures. 

We identified 24 fixtures that we use most often and over 
extended periods, and then replaced those incandescent 
bulbs with CFLs, at a total cost of about US$100. 

Appliance Upgrades. Horizontal-axis clothes washers 
consume at least one-third less hot water than traditional 
top loaders, easily saving 500 KWH per year, depending 
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A front-loading (horizontal-axis) washing machine reduced 
hot water consumption from 40 to 24 gallons per load. 



on the number of loads and wash-water temperature. 
Three years ago, we traded in our old top loader for a 
front-loading washer. This upgrade played a big role in 
saving energy. 

Besides clothes washers, other wise appliance invest- 
ments include refrigerators, water heaters, room air 
conditioners, and dishwashers. Our 21.6-cubic-foot Kenmore 
refrigerator is still a guzzler, using 767 KWH per year. We 
will save another 300 KWH per year once we replace it with 
a modern Energy Star model. 

According to the American Council for an Energy- 
Efficient Economy, replacing a 20-year-old refrigerator with 
a new, energy-efficient model will save about 800 KWH per 
year, and, if you're reliant on the utility for your energy, it 
will reduce your home's greenhouse gas emissions by about 
one ton per year. 

Bigger Changes. After our other efficiency upgrades, we 
decided that we were ready to invest in a solar hot water 
system. Using the sun to heat water is one of the most cost- 
effective applications of solar energy. Generally, you can 
recoup your investment in three to five years. 

For us, the most important criteria for our solar hot 
water system were simplicity and low maintenance effort. 
I decided on a passive, open-loop system with an electric 
tankless water heater for backup. The ProgressivTube 40 
(US$1,650) batch water heater fit the bill. (For more on solar 
hot water systems, see "Solar Hot Water — Simplified/ 7 in 
HP107 and "Simple Hot Water," in HP108.) 



A batch water heater mounted on the garage roof (alongside the solar-electric array) meets a large portion of the Geisler family's 
hot water needs. The 880-watt, utility-intertied array offsets electrical use by about 15 percent. 
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Author Bernd Geisler maintains his African Wind Power 3.6 turbine — another 
component in achieving his family's goal of energy independence. 



I chose a Seisco RA-28 (US$490), electric, on-demand 
backup water heater. Because the unit uses polymer heating 
chambers, it is impervious to scale. The heater monitors 
the temperature of the incoming water and, using five 
temperature sensors, adds just the right amount of heat, 
raising the outgoing water to the desired temperature. 
The sensors' resistances all have to be within 10 percent 
of each other, or the device will not work and will give 
an error message identifying the sensors that are out of 



An energy saving, on-demand, tankless water heater serves as 
a good backup to a solar domestic hot water system. 




money savers 

spec. Replacing a temperature sensor 
turned out to be necessary more often 
than I liked. Although the procedure 
is quite simple and well documented, 
there's probably some room for 
improvement. 

That said, our system is very 
reliable; if one heater fails, we can still 
use the other one most of the time. The 
ProgressivTube's design is robust; apart 
from possible freeze damage, virtually 
no other components are vulnerable to 
breakage. For precaution, I drain the 
solar heater and bypass it in January 
and February, when there is a chance 
of hard freezes. For the remaining ten 
months, we get our hot water almost 
for free! 



The Bottom Line 

Many small changes like these can 
add up to make a big difference in 
your household's energy efficiency, 
and help you on your way to lower 
utility bills and greater energy independence. While you're 
enjoying the benefits at home, saving energy and using 
RE resources wisely also can benefit local, regional, and 
national economies by employing local solar installers and 
supporting the solar industry, as well as others striving to 
make useful, energy-smart products. Besides demanding 
that our political leaders support renewable energy, we 
can all do our share. So instead of propping up the United 
States' dependence on oil and coal, start a renewable energy 
revolution at home, beginning with your own. 

Access 

Dr. Bernd Geisler, 776 Lakewood Rd., Denison, TX 75020 • 
903-327-4262 • texregeninfo@aol.com 

Microtherm Inc., 223 W. Airtex Blvd., Houston, TX 77090 • 
888-296-9293 or 281-876-3300 • Fax: 281-876-3338 • 
deseitz@attglobal.net • www.seisco.com • Seisco tankless 
water heater 

Thermal Conversion Technology, 101 Copeland St., 
Jacksonville, FL • 904-358-3720 • Fax: 904-358-3728 • 
info@tctsolar.com • www.tctsolar.com • ProgressivTube 
solar hot water system 

U.S. DOE Energy Efficiency and Renewable Energy • 
www . eer e . energy, go v 

The Most Energy Efficient Appliances, 2004, Paperback, 
46 pages, US$5 from American Council for an Energy- 
Efficient Economy, 1001 Connecticut Ave. NW, Ste. 801, 
Washington, DC 20036 • 202-429-0063 • Fax: 202-429-0193 • 
info@aceee.org • www.aceee.org 
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Energy Efficient 
Refrigerators & Freezers 




► Available in DC 
or AC 

► Select From Over 
10 Models 



► Choose from 1000's 
of Colors, Finishes 
& Woods 



We also Manufacture 
Composting Toilets! 



P.O. Box 1101. Areata. Cfl 95518 
tal: (707)822-9095 - fax: (707)822-6213 
info@sunfrost.com ■ www.sunfrost.com 
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Electric Vehicles 



• Electric Power and Torque 



• Almost Zero Maintenance 

• No Oil, Gas, or Fumes 

• 11 Ov Charging or DC Direct 

• Silent Utility and Mobility 
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Greg of Brooks Solar, Chelan Wash. HI 
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info@ Gorilla Vehicles, com 
PLEASE SEE OUR WEBSITE 
or call for a brochure package 



Gorilla Vehicles 

Doran Motor Company, Inc. 

16121 Saint Croix Circle 
Huntington Beach, CA 92649 
(714) 377-7776 



Gorilla Vehicles. 



At Last Solar Charging And 
Battery Monitoring That Works Together 



Patented Soi&r Boon MPPT iechnvUgy 
harvests all the power your solar panels can 
deliver — up id j0% more? Ask ue how, 

Ntm Solar £twit3Q24i deJ ivers up Co 30A output 
into J2V or 24 V batteries. Jl can even charge 
] 2V barberies from 24V adar panels. Now 
available with optional built in remote display. 
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Solar Boost 30^4 i and combines Jiill-fmiircd 
battery monitoring wh jolarchsrgc monitoring. 
Gone arc the days of £ue&$ing how much 
battery power remains! 





Contact us today for more in formation 
800-493-7077 or 7G0-S*"-1*42 
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Factory Authorized 
Warranty And Out Of Warranty Repairs 

Introducing The Inverter Doctor ! 

The Nation's Number One Choice For Inverter Repairs 

We offer in-house inverter repair and maintenance 
services for the RV, Marine, Telecommunication, 
Remote Home and Grid Intertie industry. Our expertly 
trained technicians use only the latest state of the art 
test equipment for fast accurate diagnosis, so that your 
system is up and running in a hurry. In fact most of our 
repairs are ready to be shipped back or picked up by 
our customers within 48 hours ! 




Visit us on the Web at Http://www. Inverterdoctor.com 
Or Call Us At 1-866-523-4948 
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Sunracers (from front to back) Solelhada, Kamm, and Helios, 
at the race finale in Toulouse, France. 



This was the first night stage we organized, and to my 
knowledge, the first time ever that a solar race took place 
at night. As a prologue to the rest of the race, we tested the 
concept on a short, 4-kilometer (2.5-mile) nighttime trip 
from the village of Age to Puigcerda and back. At 10 PM, the 
bright stars in the mountain sky only shed some 10 ~ 7 watts 
(one ten-millionth of a watt) per square meter. However, 
nobody was stalled by the lack of energy. It had been stored 
the day before. 

Racing by the Grid 

For solar vehicles to operate completely independently, 
a large area of highly efficient photovoltaic (PV) panels 
is required — for example, 8 square meters (26 ft 2 ) of 20 
percent efficiency solar-electric panels. This is an expensive 
application that can cost at least US$40,000 per vehicle. 
Even with all that PV, at best the system only peaks at 2 or 
3 kilowatts, and achieving high speeds with so little power 
requires a specially designed vehicle, like a sunracer. 

Sunracers rely entirely on their onboard solar-electric 
panels for electricity, which allow them to ride at sustained 
speeds of 60 to 90 kilometers per hour (37-56 mph) on a flat 
road. A battery serves as a buffer, absorbing the surplus 
electricity when driving downhill or at low speeds under the 
sun, or boosting the motor up to 130 kph (81 mph) as needed. 
Sunracers are definitely not for everyday transportation, 
however. With their fragile carbon-fiber bodies, these three- 
wheeled vehicles only weigh from 200 to 300 kilograms 
(441-661 pounds) and can cost more than a Ferrari. 



Rallye Phebus is an annual solar- 
powered race that links the Pyrenean 
mountain crests at the Spanish border 
to the French city of Toulouse, 200 
kilometers (124 miles) to the north. 
Our previous solar rallies only had 
daytime stages, but last year we 
decided to make a demonstration, 
among other things, that solar 
energy can be used on the road by 
day — and even by night! 



Last year, out of the twelve electric vehicles entered in 
the race, only three were sunracers. The other nine were 
electric scooters and bicycles, some homebrew vehicles, and 
even some conventional cars that had been converted to 
electric vehicles. These vehicles use electricity to recharge 
their batteries — it cannot be provided by onboard solar- 
electric panels, since they don't carry any. A car's rooftop 
lacks the space to accommodate the large number of PV 
panels that would be required to power the vehicle. This 
isn't surprising — not even nature has found a way to power 
fast-moving beings directly from the sun. (After all, have 
you ever seen animals with leaves?) However, all of the 
energy used during the four days of this rally is derived 
from renewable, solar sources (except for a few internal 
combustion-engine vehicles that transport the prototypes 
before and after the rally). 

So how can a vehicle without any solar-electric panels 
work on solar energy alone, and even race through the 
night? The answer can be found not on the road, but on some 
rooftops. Take mine, for example. It's covered with 16 square 
meters (52 ft 2 ) of PV panels. These 36 panels have been 
tied to the grid since 1996, and provide up to 1,450 watts. 
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In the eight years since my system started operation, it has 
produced more than 2,000 KWH per year on average. If one 
day I save enough money to convert the 1983 Volkswagen 
Rabbit I use for commuting, I will be able to drive almost 
12,000 kilometers (7,500 miles) per year using the energy 
my PV system produces, without fossil fuels and without 
contributing any greenhouse gases to the environment. 

About 250 households in France are grid-tied PV 
producers. This number increased rapidly until a few 
years ago, when the side effects of a French bill slowed 
the process by requiring excessive paperwork and causing 
administrative delays. Although we have more sun than our 
neighbor Germany, we have far fewer grid-tied systems. 
Despite this, enough grid-tied PV arrays exist along the race 
route to feed our vehicles' needs. The secret to our daytime 
and nighttime solar race success is that we use the French 
utility grid to carry and store our solar-electric energy. 
We simply measure the KWHs that come out of the home 
meters and, from that, subtract the KWH readings on the 
meters that monitor the vehicles' battery chargers. 

And the Winners Are. . . 

The scope of this rally is to show that using solar energy for 
transportation is feasible and becoming more affordable. 
As with other events of this type, many other facets 
are involved, such as having fun together, comparing 
experiences, cross-fertilizing ideas, and creating vocations 
for young engineers in renewable energy technologies. So 
what makes it a rally? Is there a competition? Yes, there 
is! However, it's not based on speed. Instead, vehicles are 
evaluated on their reliability, energy management, and 
fitness to different road conditions. 



While parked, the Kamm sunracer can tilt its PV panels for 
maximum solar exposure. 




Moon Power- 
Sheer Lunacy? 

As for "lunar energy," don't dream of powering or 
charging anything with it. The moon, even at its 
fullest, yields 10 3 watts per square meter — much 
more than the stars, but still 1 million times less 
than the sun. This means that a photovoltaic (PV) 
array rated for 1 kilowatt of peak power under the 
sun yields at most 1 milliwatt in moonshine. This 
is barely enough to light an LED. In most cases, 
the output voltage from the whole PV array under 
moonlight will not even reach the 2 or 3 volts 
necessary to overcome the LED voltage barrier. 



A point system scores the rally, and the winner is the 
one who receives the most points. Each kilometer traveled 
successfully earns the participant 10 or 15 points, depending 
on the slope. Each minute spent repairing or pushing a 
vehicle during a stage costs racers 10 points. And each KWH 
"taken" from the grid to recharge a vehicle costs 50 to 150 
points, depending on the vehicle type. Every vehicle starts 
with a full battery, and every KWH is accounted for. In the 
2004 Rallye Phebus, solar-charged vehicles consumed a total 
of 20.9 KWH over the race route. During the same four- 
day period, the grid-tied solar arrays along the rally route 
produced a total of 51.8 KWH, more than twice the KWHs 
required by the vehicles. 

The rally has witnessed increased public interest over 
its short history. Last year's race drew the largest crowds 
ever, and an estimated 100,000 people tuned in to a radio 
program dedicated to the rally. In Europe, where the diesel 
engine rules the road and produces prodigious amounts 
of pollution, it's heartening to see people interested and 
curious about tapping into solar energy for transportation. 

Access 

Laurent Koechlin, Lieu-dit Sauveterre, 31320 Aureville, 

France • 33-56-176-7591 • 

http:/ / webast.ast.obs-mip.fr/ people /koechlin 

Rallye Phebus • http: / / rallyesolaire.free.fr 

Centre Energies Renouvelables Phebus Ariege, Le 
Ploumail, 09600 Dun, France • 
Phone/Fax: 33-56-168-6217 • 

infoenergie09@aol.com • www.phebus-ariege.org • 
Phebus Ariege Renewable Energy Center 
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This Holiday Season... 




Give a gift subscription to a 
and well give you a one year subscription 
or renewal for r'iBBl 



That's six issues delivered to you at no charge-a $22.50 savings. 
There's never been a better time to introduce a friend or relative to Home Power. 

Seasons greetings from the HP crew. 




Order online at www.homepower.com/giftspecial 
Also by phone at 800-707-6585 or 541-512-0201, or use our postage-paid order form to the right. 

Offer expires January 31, 2006. 



Your New Tavonte irt Is Here. 



in 100% organic cotton 



(Yes, really.) 

Sizes 
S 3 M, L 3 XL, XX 



Tank Tops - $12, 
Color: As shown 




$29 each, or... 

►► Get $10 off any CD-ROM purchase when you subscribe or renew 
►► Choose one for FREE when you subscribe or renew for three years 
►► Ruy the entire set of 10 for just $100— Save 65% 



To order or learn more, visit www.homepower.com or phone 800-707-6585 or 541-512-0201 

Shipping & handling not included. Adobe Acrobat Reader required. 
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The year 1980 was a tough one 
for a solar thermal installer. 
I almost threw in the towel 
and went back to conventional electrical 
and heating jobs. I was working out of 
my house with one truck, a set of tools, a 
trailer, and a couple of part-time helpers I 
could call on. 

Federal tax credits and rebates changed this 
almost overnight. In 1981, the existing federal 
tax credit for all types of solar energy systems 
was simplified and increased to 40 percent of total 
expenditures up to US$10,000. In addition, more 
than half the states had or soon would have sizeable 
tax credits, rebates, or deductions, and most of these 
state incentives supplemented the federal credit. 

By the end of 1981, under influence of the rebates, 
my company had seven trucks and twenty experienced 
hands. Our solar thermal installations had grown to 
almost a thousand systems (981 — I kept a close 
count back then). Our small installation 
company's success was a micromirror of 
the solar thermal industry as a whole — 
things were booming! 
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The New Gold Rush 

The growth of the solar thermal industry 
in the next three years was phenomenal, 
but not necessarily positive. It attracted 
lots of people who saw easy pickings and 
quick returns on their investments. Many 
were sales-types with backgrounds in 
home siding, vacuum cleaners, and other 
high-pressure sales jobs. They set up sales 
companies to capitalize on the tax credits. 
Find a manufacturer, recruit an installation 
contractor, set up financing, hire a sales crew, 
and crank up a phone room. Voila — you're in 
the solar business. 

Many of these sales companies were 
so successful and got fat bank accounts so 
rapidly that they started manufacturing 
and installing what they sold. This led to 
most of the abuses that you may have heard 
about. Overzealous sales pitches promised 
products and performance that couldn't be 
delivered, unqualified manufacturers produced 
substandard products, and poorly trained 
installers did lousy work. Not all companies 
and not all the time, but way too much to 
ensure the continuation of a healthy industry. 

A couple of seasoned sales guys told me that 
this was a three-year deal — make the money 
today, because tomorrow the opportunity would 
be gone. I thought they were shortsighted and 
flat wrong. But I was the wrong one, and here 
are some details of why this tax credit era was 
so disastrous for the solar industry. 
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Super Sales, Shoddy Products 

Take the normal marketplace and inject it with a temporary, 
artificial boom, and you invite untold, unintended 
consequences. Manufacturers who look down the road only 
a few years may decide to make a much different product 
than they would with a twenty- or thirty-year outlook. 
Couple this with the fact that many product defects may 
not show up for five years or so — this seems to have been 
particularly true in the budding solar industry — and an 
artificial boom with a known lifespan often results in 
inferior products from the get-go. 

Here are a few examples of poorly performing products 
that were floated in tax credit times. 

• High-temperature concentrating solar collectors that 
tracked the sun were installed on homes to heat domestic 
water. Thousands were installed across the United 
States, but I doubt any are still in operation. (If any 
readers have one of these still tracking the sun daily and 
producing hot water, please let us know.) 

• Poorly designed, Freon-filled thermal collectors for water 
heating that leaked Freon within a few years and became 
useless, since there was no provision for refilling them. 

• "Solar Magic." These tiny solar hot air collectors (only 8 
to 10 square feet) were supposed to heat a whole house, 
but would barely heat a bathroom. 

• Solar thermal hot water collectors with heat-vulnerable 
rubber tubing inside; a plastic transparent front; and 
flimsy aluminum foil — yes, foil — on the back. 
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• Draindown water heating systems that relied on a valve 
to drain the collector in freezing weather and used tap 
water to fill the collector. These valves were notorious 
for clogging after a few years. Here's a hint: A clogged 
draindown valve and freezing temperatures equals frozen 
and burst tubes in the collector. 

• SolarCones were maybe the worst-performing liquid 
solar collectors ever certified. The SolarCone was a cone- 
shaped collector with plastic glazing all the way around 
it. This poor design resulted in the cone losing up to half 
of its heat gain through the glazing, but the cone still 
found its way to hundreds of rooftops. 

Virtually none of these products were truly viable then, 
and none or very few are still in service today. In a normal 
marketplace, they would never have seen the light of day. 
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Rubber-Stamping 

In response to this inferior product mess, the government 
told the industry to clean up their act, so the industry 
formed an organization — the Solar Rating and 
Certification Corporation (SRCC). They collected fees 
from manufacturers based on how many square feet of 
collectors the manufacturer produced. 

The SRCC certified the collectors based on independent 
test-lab results. The tests required setting the collector in the 
sun for 30 days, after which the collector was performance- 
tested. Essentially, if the collector didn't fall apart during 
the test, it was certified. 

The SRCC eventually changed their protocol to certify 
collectors by performance numbers, but they still certified 
plastic-glazed collectors with rubber tubing on the inside. 
Results varied widely from these independent labs and the 
standards weren't very strict. For example, the SolarCone is 
listed in the Fall 1985 SRCC Directory of Certified Collectors 
as being able to produce 494 Btu per day per square foot of 
collector area in a category of heating domestic hot water on 
a bright sunny day. In that same category, a well-respected 
liquid collector manufacturer (Novan) is listed as producing 
1,082 Btu per day per square foot. 

SRCC ratings were only meaningful for the performance 
tests; their rating was worthless for durability. Because of this, 
some poorly manufactured products dogged the industry 
until well after the federal tax credit expired in late 1985. 

The Solar Sell 

My first experience in competing with the real sales pros 
came shortly after my company started manufacturing. 
We were selling a 66-gallon (250 1) solar water heater, 
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Solar Thermal, Today 

The solar hot water and heating industry has 
matured a great deal in the past twenty years 
since the previous federal tax credits expired. The 
people who survived — manufacturers, dealers, and 
installers — did so because they offered superior 
products, workmanship, and business ethics. Most 
of the survivors of the tax credit era stayed in 
business for reasons other than making a buck — 
and for years after the credits expired, there were 
little or no bucks to be made. 

With very few exceptions, all of the solar thermal 
products built in the United States today are 
designed to last for many decades. You can count 
on years of excellent performance from a collector 
built out of aluminum or steel, glass, and copper. 
And also with very few exceptions, you can count 
on the installers, dealers, and service people — 
old hands and newbies alike — for their top-notch 
professionalism and service. 
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installed, for US$1,800. A company across town was selling 
the same size water heater for US$6,000. I was perplexed. 
My company was a vertically integrated, local company 
(manufacturing, sales, and installation — all in-house). How 
could an out-of-state company possibly stay in business 
selling essentially the same product for more than three 
times as much? I made it my business to find out. 

Round-table seminars, creative financing, and having the 
installers " spike the job" were part of the reason (see "Tax 
Credit Lingo" sidebar). These companies also had great sales 
commissions, regular conventions with sales awards, and 
trips to Hawaii to reward the top salespeople — everything to 
keep the morale of the sales crew pumped to the max. 

Take this highly charged sales atmosphere, add a poorly 
informed public, and you have the makings for sales based 
on performance hype that would never be reality. In a 
normal marketplace, false claims eventually come back 
to bite you. But in this short-term, get-rich-quick business 
model, they had few consequences. 

Solar Shortcuts 

Installation fieldwork is where the rubber meets the road in 
the solar industry. It's where good products can be made 
to look bad and bad products can be made acceptable — at 
least for a while. With home products like solar energy 
equipment, installers depend on manufacturers for much of 
their training. When manufacturers' specific requirements 
are well understood and an installer incorporates the 
materials and techniques of the respective trade, good 
workmanship usually results in a good installation. 

The artificial boom of solar tax credits broke down this 
whole infrastructure. With almost an overnight growth in 
the industry, there weren't enough trained installers in the 



Tax Credit Lingo 

"Spike the job." Installers initiate work on a job 
immediately after a high-pressure sale is closed, 
delivering the equipment, and maybe installing 
something small, like a collector mount or control. 
Consumers have a 72-hour right of rescission, but 
"spiking the job" helps to stave off any buyer's 
remorse. 

Round-table seminar sales. High-pressure sales 
outfits used round tables in their so-called 
seminars, which allowed the salesperson to slide 
around the table and align themselves with the 
customer when "negotiating a better deal" with 
the company "manager." Don't laugh — it works 
when pros use it; so well that some companies 
used this technique exclusively. 

Sales rebates. Manufacturers and sales companies 
offered these rebates to spice up the federal tax 
credits. The company marked up their product, 
giving customers an increased tax break, and then 
refunded them the markup difference in cash. 
Although there was no increase in their per-product 
profits, the company got increased sales volumes 
(compared to other companies who weren't offering 
rebates); plus, they got free advertising, because the 
rebates required customers to post the company's 
signage in their yards. 

Backdating. January sales were terrible during 
the tax credit era. The reason? It would be at least 
thirteen or fourteen months before a homeowner 
would see the tax benefits. If they hadn't filed their 
April tax return yet, a little paperwork shuffle could 
make it appear that they had installed the system 
in December, during the previous tax year. The tax 
benefits were then just around the corner. 

"No payment till tax refund time." This high- 
interest financing program gave a customer the 
option to put nothing down on a solar installation 
(or something nominal, like US$50), with the first 
payment due when they received their tax refund. 



field, not to mention qualified installers who wanted to be 
inspectors. And current inspectors needed training on solar 
energy systems, but they didn't get any. Manufacturers 
who were new to the industry had their hands full just 
producing a decent product to fit their three-year business 
plan. Training installers was last on their list. 

With the lure of quick cash, even some installers with 
good manufacturers' training and instructions took shortcuts 
that sacrificed performance and safety, and got away with it 
because inspectors didn't know what to look for. 
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Going for Broke 

The consequences of tax credits that were clocked to expire in a relatively short 
time caused much more harm in the long term than the four-year boost in sales the 
incentives provided. The 40 percent federal credit expired as the original legislation 
provided — on December 31, 1985 — and the solar industry went down hard. 

Estimates are that more than 95 percent of solar businesses went broke or closed 
their doors. By 1987, the solar thermal industry was a complete bust — leaving a 
mountain of solar collectors and balance-of-system parts behind. 

Maybe the worst thing about the industry's crash was the so-called "orphan" 
systems, in which the distribution chain had disappeared — no manufacturer, 
no dealer, no service. My company survived on servicing orphan systems, and 
buying and selling the mountain of inventory. In five short years, we had gone 
from a handful of people with a few trucks, to more than a hundred people, with 
warehouses in three states and dealers in thirty, then back to a handful of people 
and a couple of trucks. And once more, we micromirrored the solar industry. 

Moving Forward 

Instead of tax credits for consumers, perhaps the solar industry would benefit most 
from significant government subsidies to U.S. manufacturers of solar equipment. 
In reality, nothing would change in the industry except that the price to the 
consumer would come down. The manufacturers wouldn't pocket the money in a 
competitive environment — they would drop their prices to gain market share. The 
industry would stay essentially the same, except for more sales because of reduced 
prices. And the scammers wouldn't have the tools to scam. 

Significant subsidies for solar manufacturers would simply lower consumer 
costs, at a proportion equal to the manufacturers' savings. This could make U.S. 
manufacturers more competitive in world markets and keep jobs in the States. 
After all, it's U.S. tax dollars that pay for the subsidies — why finance Chinese- or 
German-made solar equipment when we can support jobs here? 

A 30 percent federal tax credit for solar water heaters is slated to start in 
January 2006. I think the incentives will bring another temporary boom to the 
industry — and the credits will also spawn some of the solar scams of the past. 
You can help prevent the abuse. Spend some time researching the systems you're 
interested in. Surf the Internet and publications like this one. Use your common 
sense for product evaluations and make sure to buy from dealers, contractors, 
and installers who have a solid track record in the solar industry. The best solar 
financing package from Johnny-Come-Lately Solar ("no interest or payments till 
hell freezes over") isn't worth a dime if you're buying junk. Fast-buck dealers are 
usually hard-closing sales outfits with slick sales pitches. Avoid them and spend 
more time shopping. If it looks too good to be true — it probably is. Forewarned is 
forearmed, I hope. 

Access 

Chuck Marken, AAA Solar Supply Inc., 2021 Zearing NW, Albuquerque, NM 
87104 • 800-245-0311 or 505-243-4900 • Fax: 505-243-0885 • info@aaasolar.com • 
www.aaasolar.com >m 




■ KTA SERVICES INC. 

Electric Vehicle Components & Systems Since 1984 

Components, Conversion Kits, Publications, Videos, & Engineering Design 
Services for the EV Hobbyist & Manufacturer 

We stock and sell the largest variety of the very best. 

Components & Publications Catalog $5.00 

944 West 21st Street, Upland, CA 91784 USA 
Tel: (909) 949-7914 • FAX: (909) 949-7916 • Web: www.kta-ev.com 
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The experts agree... these are the only RE books you need! 



"In my 30 years' professional experience in remote wind 
and solar power, I've seen good books, bad books, and 

obsolete books so I appreciate these two! They are 
up-to-date for 2005, and will remain useful for years 
to come. The author gets his priorities straight, putting 
high emphasis on conservation and efficiency, which 
is the key to making renewable energy economical. 
They are well illustrated and easy to understand. I 
recommend these books to homeowners, professionals 
and educators who need a practical introduction and 
hands-on guidance." 
Windy Dankoff 
Educator, Founder of Dankoff Solar Products, Inc. 



"Bill has a way of making 
complex technologies 
interesting and easy to 
understand. The Renewable 
Energy Handbook is a must 
for those people who want 
to learn more about energy 
sustainability and off grid 
living." 

Mike Bergey 

President, 
Bergey WindPower. 



BUI Kemp is one of the most exciting, 
energetic, and authoritative lecturers on 
renewable energy for homeowners that 
I've seen - and I've seen a lot of them. 
The Renewable Energy Handbook captures 
that enthusiasm. Bill Kemp is one of North 
America's foremost experts on living with 
renewable energy beyond the last utility 
pole. We need more Bill Kemps. 

Paul Gipe 

Author ©/"Wind Power: Renewable Energy 
for Home, Farm, and Business 



Wc Energy 
idbook 




Bill Kemp, one of North 
America's leading authorities on 
renewable energy has written 
the most comprehensive book 
that discusses every facet of 
sustainable and off-grid living. 

Available at RE Dealers & 
bookstores everywhere. 
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His 2nd book is a complete guide to 
using renewable energy to supple- 
ment your grid power, heat your 
water, power your automobile and 
protect your family from rising and 
uncertain energy costs and supply. 
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Highest quality construction 

Quietest operation 

No shutdown in high winds 

Sealed alternator prevents corrosion 



KESTREL 

WIND TURBINES 



.USIVE DISTRIBUTOR NORTH & SOUTH AMERI 



600 Watt 

800 RPM Max 
3 yr warranty 
12,24, 48 V DC 

1.5 Meter 
6-blade fixed-pitch rotor 
50 lbs total weight 



K800 & K1000 Available Soon! 

Kestrel manufactures turbines of the highest quality to withstand the rigors of 
even the most difficult wind regimes. Thanks to their ultra-efficient axial-flux 
alternators and large variable-pitch rotors (800, 1000 and 2,500 Watt models), 
Kestrels produce the highest energy in marginal wind regimes. To learn more 
about Kestrels and our other wind products, please contact us by email or 
telephone; or visit our website. Dealer inquiries welcome! 




2500 Watt 
500 RPM Max 
5 yr warranty 
48, 120, 300 V DC 

3.8 Meter 

Variable-pitch rotor 
300 lbs total weight 



System* I 



30 C Mill Street 
Healdsburg, CA 95448 
707.433.5824 
matt@dcpower-systems.com 
www.dcpower-systems.com 
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Questions 

and Answers 



John Wiles 

Sponsored by the Photovoltaic Systems Assistance Center, Sandia National Laboratories 



Q 



Understanding the National Electrical Code is not a simple 
task. If you are ever uncertain about what the code means, 
you should be safe and find out through one of the many 
resources available to you. As the Code Corner columnist for 
Home Power and through my work with Sandia National 
Laboratories, I receive many questions on code-related 
topics. I'm always happy to answer your questions. On 
a regular basis, I plan to share some of those questions 
and their answers in this column. Here are some recent 
questions I've received. 

Are "Double-Taps" a Code Violation? 

Is it a code violation to make "double-taps" (more 
than one wire) on circuit breakers or panel lugs in 
any application, but specifically in residential applica- 
tions? If it is a violation, where is it located in the NEC? 

I have purchased a house, and the electrical inspector 
stated that there could be no double-taps. I have been a 
construction electrician for 40-plus years and have made 
numerous double-taps when needed. Perhaps I have been 
wrong in doing so. My criteria in doing so were: 

• Each wire size had to be correct for the breaker rating. 

• The breaker had to have a termination that would 
handle more than one wire and not just be under the 
head of a screw. 

There is a section in the code just for downsized wiretap 
rules. How are they to be accomplished if there are to be no 
double-taps? 

In checking out Cutler-Hammer's Web site, they 
list the BR breaker that can only have one wire and the 
CH breaker that can have two wires. If both breaker 
terminations are setscrew types and have adequate room, 
why can't both breakers be rated for two wires? It seems 
to me the only concern is for a tight connection so that 
no heat is generated. Maybe I am wrong, so I would 
appreciate your input. 

Double-tapping or double-lugging is a very common 
code violation, mainly because many people do not read 
all the markings and instructions that come on or with 
the product. Inspectors red-flag double-tapped or double-lugged 
connections nearly every day. 

Section 110.3(B) requires that all equipment be installed 
and used in the same manner in which it was listed and tested, 
following all instructions that accompany or are available for the 
product. Section 110.14(A) requires that terminals suitable for 
more than one conductor be so identified. 



While you list good practices, these rules are not sufficient to 
ensure a long-lasting termination. A terminal listed for #14 to #2/0 
(AWG) conductors has room for about ten or more #14 conductors. 
However, tests at UE and practical experiences throughout the 
country indicate that the terminal may not remain tight when 
more than one conductor of any size is used, unless that terminal is 
specifically tested and listed for use with more than one conductor. 
That information is found marked on the product (molded into 
or printed on circuit breakers), on the disconnect labels, in the 
instruction manuals for load centers, in the catalogs for some of the 
products, and on the cut sheets for other products. 

A number of splicing devices are available that can connect 
two or more wires together. They include twist-on wire connectors, 
split bolts, insulated splicing blocks, bus bars, and others. All are 
available in any electrical supply house. These devices allow many 
conductors to be connected to a single breaker legally and in a 
code-compliant manner. 

Physical space is not the criteria. Each conductor must stay 
connected through rigorous thermal cycling and mechanical pull 
tests. I have not seen the breakers that you mention, but I suspect 
that they have a square plate under the setscrew or some other 
clamping device that clamps both conductors equally to the breaker. 
The smaller Square D QO breakers have a similar feature. 

For PV systems, which will be generating electricity for the 
next 50-plus years, the goal is that all connections meet code and 
do not come loose for those 50-plus years. Following the guidance 
and instructions supplied by the manufacturer and the code is the 
best way to ensure a safe and long-lasting connection. 

Why Did I Fail My Inspection? 

I recently installed a grid-tied 4,950-watt PV 
system. I failed the inspection allegedly because 
I ran the wires in the wall using a 1 /2-inch EMT 
conduit. I read in your magazine that such type of conduit 
not only is allowed, but requested by the 2005 National 
Electrical Code (NEC). The inspector claims that it is not 
allowed by the 1999 NEC and that's the code New York 
State still uses. That was why he failed the installation and 
said that I must rerun the wire on the roof (rather than 
the attic and wall) in a PVC conduit. It seems to me he is 
really shooting from the hip. Can you help? Do you have 
any suggestions? 

The 2005 NEC, in Section 690.31(E), requires the 
use of a metallic raceway when PV source and output 
conductors are run inside a building prior to reaching 
the main PV disconnect. The code does not require that this 
routing be used since it is also possible to run the conductors in 
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conduit down the outside of the building to the readily accessible 
disconnect required by 690.14. 

Editions of the NEC prior to the 2005 NEC did not have this 
-provision for the use of metallic raceways inside the building, and 
all installations were required to keep the PV circuits outside the 
building until reaching the readily accessible disconnect described 
in 690.14. Section 690.14 was specifically written into the code 
by the NFPA in the 2002 NEC because this language was not in 
previous editions of the code, which referred the installer back to 
Article 230. Essentially, until the 2005 NEC, the DC PV circuits 
from the array had to be handled in a manner similar to AC service 
entrance circuits. 

Various states adopt the NEC as the local state law when they 
get around to it. Some states adopt it automatically on January 1st 
of the year the new edition is issued. Others are way behind, like 
California, which just started using the 2002 NEC. Others are 
even further behind, such as New York. 

The inspector is fully justified in using the code that is legally 
required in his jurisdiction. However, as the authority having 
jurisdiction (AHJ), he may apply whatever rules and requirements 
he feels are proper. Be friendly, it can go a long way toward 
establishing a positive relationship with your local inspector. 

Inverters in Parallel 

I My question is about paralleling the outputs of two 
Q inverters (Fronius IG 4.0 KW) into one for a grid- 

tied application. Must I always use a dedicated 

subpanel for paralleling inverters together? I would rather 
not because of cost and space constraints, and because I 
will be using a fused AC disconnect to meet our utility's 
requirements and NEC requirements for overcurrent 
protection between the inverter output circuit and the grid. 
I would prefer to use a Burndy terminal adapter/ connector 
(see photo) to combine the two inverter outputs together. I 
could be wrong, but I believe the code describes the use of 
certain connectors, such as twist-on wire connectors, which 
can be used for combining inverters. 

The National Electrical Code does not allow the 
outputs of two or more inverters to be directly paralleled. 
Section 690.64(B)(1) requires that the output of each 
utility-interactive inverter be connected to a dedicated circuit 
breaker or fusible disconnect. The "dedicated" nature of this 
circuit and connection is to ensure that nothing else is connected 
to the output of the utility-interactive inverter, including loads 
and other inverters. The use of a dedicated circuit allows each 
inverter to be turned off independently for servicing, and prevents 
the possibility of anything being connected directly to the inverter 
output that might, under unusual circumstances, cause it to 
continue running after it was disconnected from the grid. 

After connecting the two inverters through the two dedicated 
overcurrent or disconnect devices, you may parallel the circuits 
in several ways using listed components for the task, such as the 
splicing connectors that you have indicated. However, you must 
apply the requirements of 690.64(B)(2) to all of the conductors 
involved in the splice. These requirements involve the rating of 
each of the dedicated overcurrent devices, the overcurrent device 
that feeds the combined output to the grid, and the size of each of 
the conductors. 



It is usually simpler to just backfeed a couple of circuit breakers 
in a standard load center than to go through all of the above exercise. 
A properly selected load center will meet both 690.64(B)(1) and 
690.64(B)(2) requirements in a single device that may be smaller 
than the two separate overcurrent devices (in their enclosures) 
and a splicing device in its enclosure. Once the requirements for 
separate disconnects for each inverter are met, the utility should 
allow combining the two sources into one utility disconnect. 

Integrated Overcurrent Devices 

I have a question about paralleling inverters: It 
makes sense from a servicing perspective to have 
a dedicated overcurrent device for each inverter. 



However, many inverters nowadays come with these 
devices integrated into the inverter case (Fronius and 
Xantrex GT 3.0, for example). An overcurrent from the 
grid, backfeeding to the inverters, would be covered by the 
fused AC disconnect or breaker between the grid and the 
inverter, but a failure in one of the inverters could damage 
the other inverter (if they were parallel spliced — for lack of 
a better term — together). But with integrated overcurrent 
and disconnecting devices inside the inverters, it seems 
they should be self-protected... 

I'm sure that I am missing something. And this probably 
gets into certification and testing agencies listing the internal 
devices and the equipment, and then this finding its way 
into the NEC, which I'm sure takes decades. 

One more question — is it possible to use a terminal 
adapter (previously mentioned) to combine two combiner 
boxes and PV output circuits prior to landing them in an 
inverter DC disconnect? 

An additional consideration is the requirement that the 
AC and DC disconnects for the inverter be available to 
service the inverters. Many inspectors will not accept 
the internal disconnects as meeting these disconnect requirements, 
since they may expose the unqualified person pulling the inverter 
for service to dangerous voltages. I am neutral on this subject, 
but many inspectors are not. Usually these disconnects must be 
in sight of the product being serviced. Also some inverters that do 
not have internal AC breakers, such as the Sunny Boy SB2500, 



The output of two inverters could be combined by using a 
splicing device such as this Burndy insulated power block — 
but only if you connect the inverter outputs to dedicated 
overcurrent devices or disconnects first. 
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require an external, dedicated overcurrent device to protect 
internal circuitry. If HE looked into this, many more inverters 
would probably require this external overcurrent device as part 
of the listing. 

Yes, you can always parallel circuits, 
if each set of conductors is protected from 
faults from all sources or has ampacity 
greater than any possible fault currents. 
In the case of the outputs of two DC PV 
combiners, the cables should all be rated 
at 1.56 times the sum of the two short- 
circuit currents being fed to the inverter. 
This would be no different than the bus 
bar ratings in the output of a single, fused 
combiner, and some combiners are designed 
to facilitate such paralleling. 



Questions or Comments? 

If you have questions about the NEC 
or the implementation of PV systems 
that follow the requirements of the 
NEC, feel free to call, fax, e-mail, or 
write me. Sandia National Laboratories 
sponsors my activities in this area as 
a support function to the PV industry. 
This work was supported by the United 
States Department of Energy under 
Contract DE-FC04-00AL66794. Sandia 
is a multiprogram laboratory operated 
by Sandia Corporation, a Lockheed 
Martin Company, for the United States 
Department of Energy. 

Access 

John C. Wiles, Southwest Technology 
Development Institute, New Mexico 
State University, Box 30,001/ MSC 
3 SOLAR, Las Cruces, NM 88003 • 
505-646-6105 • Fax: 505-646-3841 • 
jwiles@nmsu.edu • 
www.nmsu.edu/ ~tdi 

2005 PV Power Systems and the NEC: 
Suggested Practices, a 143-page manual, 
can be downloaded from the SWTDI 
Web site • www.nmsu.edu/ ~tdi 

2008 NEC Proposals PDF • www. 
nmsu.edu/ ~tdi/ pdf-resources/ 
2008NECproposals2.pdf 

Sponsor: Sandia National Laboratories, 
Ward Bower, Dept. 6218, MS 0753, 
Albuquerque, NM 87185 • 505- 
844-5206 • Fax: 505-844-6541 • 
wibower@sandia.gov • 
www.sandia.gov/ pv 



The 2005 NEC & the NEC Handbook are available from 
the NFPA, 11 Tracy Dr., Avon, MA 02322 • 800-344-3555 
or 508-895-8300 • Fax: 800-593-6372 or 508-895-8301 • 
custserv@nfpa.org • www.nfpa.org 



Portable Home Backup Power 




EU1000i 

• 1000 Watts (8.3 A) of Honda Inverter 120V AC Power 
•Super Quiet -53 to 59 dB(A) 

• Super Lightweight (less than 29 lbs.) 

• Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 
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EU2000i 

• 2000 Watts (16.3 A) of Honda Inverter 120V AC Power 
•Super Quiet -53 to 59 dB(A) 

• Lightweight (less than 47 lbs.) 

• Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 
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EU3000i s 

• 3000 Watts (25 A) of Honda Inverter 120V AC Power 
•Super Quiet -49 to 58 dB(A) 

• EcoThrottle™ - Runs Up to 20 Hours on 3.4 gal. of Fuel 

• Convenient Electric Starting 

• Advanced Inverter Technology Provides Reliable Power to 
Computers and Other Sensitive Equipment 




" STOCKS 



*1740 



00 



Mention this ad to obtain these prices. 

SUN ELECTRONICS 
(305)536-9917 
FAX:(305)371-2353 
wwwjsunelec.com - FREE SHIPPING! 

"We also have a large inventory of Solar Panels and Inverters 



Connection of a generator to house power requires a transfer device to avoid possible injury to power company personnel. 
Consult a qualified electrician. For optimum performance and safety, we recommend you read the owner's manual before 
operating your Honda Power Equipment, (c) 2005 American Honda Motor Co., Inc. 
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A self-contained, UL-1 741 
compliant inverter that produces 
clean, sine-wave electricity for 
grid-tie applications without the 
complexity or expense common 
in large-inverter-based systems. 

Advantages Over Conventional Grid-Tie Systems: 50% reduction in wiring requirements! This eliminates: DC wiring, DC cable trays, DC fusing, overcurrent 
protection and required holders, DC connectors, DC ground-fault detection, protection, and devices, DC surge protection, DC combiner boxes, DC junction boxes 
and connector blocks, UL-related DC cabling issues, PV Series ("blocking") diodes, PV module bypass diode 

Additional Benefits of Exeltech PV AC Modules: No batteries to purchase, maintain, or wear out! More reliable — single point failure does not disable entire system! 
Simplified system assembly — AC wiring connects directly to AC sub-panel with appropriate breaker! Incremental growth capability — no need to purchase many 
expensive modules at one time. Minimizes system design time and expense. Significantly decreases system power reduction events due to single-module shading. 
No large or heavy inverters to ship, handle, or mount. Easy to install and service — PV panel and inverter are integrated into one unit. No imbalance losses due to 
differences in PV output voltage or current. Anti-islanding protection built into every module (per UL1741). Microprocessor-controlled Maximum Power Point Tracking 
(MPPT) operates over entire DC input voltage range. Adaptable: J-box or Multi-contact connector input. Knock-outs for standard AC-side conduit fittings. 

7317 Jack Newell Blvd North, 
Fort Worth, Texas USA 76118-7100 
Telephone: (817) 595-4969 or Toll-free: (800) 886-4683 
Fax: (817) 595-1290 • E-mail: exelsales@exeltech.com 
Web: www.exeltech.com 

Manufacturers of more than 35,000 different true sine wave power inverters, chargers, and related products. 15 years of Exeltech inverter manufacturing experience 
and support behind every Exeltech product. We provide the emergency backup power systems for the Communications Center in every US Embassy, worldwide. 






with a Gift of BEF Green Tags 



Concerned about 
global warming? 
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Powerdown: Options 
& Actions for a 
Post-Carbon World 

by Richard Heinberg 



Reviewed by Jennifer Barker 

©2005 Jennifer Barker 

A lthough oil is only one of many available sources 
/ \ of energy, its importance rests in its dense energy- 
JL JL carrying capacity and portability. Everything we 
do and everything we consume is intertwined with oil. But 
two centuries of per capita growth in energy usage is about 
to come to an end, as the rate of oil extraction peaks and 
begins to slow. 

According to New College of California Professor Richard 
Heinberg, author of Powerdown: Options and Actions for a 
Post-Carbon World, the imminence of "peak oil" is already 
affecting the economy we live in by causing increasingly 
uncontrollable energy price fluctuations. Since energy is 
embodied to some degree in everything we purchase, its 
price will ultimately affect all other prices of goods and 
services, as well as our ability to do work. 

Resource peak theory has been well publicized in the past 
few years, both in books (Twilight in the Desert by Matthew 
Simmons and Out of Gas: The End of the Age of Oil by David 
Goodstein) and film (The End of Suburbia). Heinberg devotes 
the first chapter of Powerdown to providing evidence that we 
are perilously close to oil's peak, and that the implications 
are grave for the continuation of societies that rely on this 
resource too much. 

He points out that modern societies depend heavily 
on supply-side solutions — when we need more energy 
under a supply-side scenario, we exploit existing resources 
more intensively or find new resources. But Heinberg 
notes that "supply-side solutions are always temporary, 
and sometimes counterproductive, resulting in spectacular 
population crashes in species that have momentarily 
benefited from them." 

The remaining chapters of the book discuss four likely 
scenarios and our choices, as Heinberg sees them. Heinberg 
groups responses to the coming threat into four categories: 
"Last One Standing," warring over the world's remaining 
supply of oil; "Waiting for a Magic Elixir," hoping for 
the discovery and development of a new, inexpensive, 
unlimited source of energy; "Building Lifeboats," preserving 
knowledge and tools for producing your own energy, shelter, 
and food in a cohesive local community; and "Powerdown," 
Heinberg's term for cooperative political solutions, re- 
establishing local economies, reducing consumption, and 
re-using and repairing things. 



Heinberg gives us compelling reasons to change 
our current course, and points the way. If you are not 
already thinking about how to deal with diminishing and 
increasingly expensive energy supplies, this book is a wake- 
up call to consider which thoughtful, well-directed actions 
might allow you to live a comfortable and fulfilling life in 
an uncertain world. 

Access 

Jennifer Barker, Executive Director, EORenew / Sol West 
Fair, PO Box 485, Canyon City, OR 97820 • Phone/Fax: 
541-575-3633 • info@solwest.org • www.solwest.org 

Powerdown: Options & Actions for a Post-Carbon World, 
by Richard Heinberg, 2004, Paperback, 288 pages, ISBN 
0-86571-510-6, US$16.95 from New Society Publishers, 
PO Box 189, Gabriola Island, BC, Canada VOR 1X0 • 
800-283-3572 or 250-247-9737 • Fax: 250-247-7471 • 
info@newsociety.com • www.newsociety.com 

The Party's Over: Oil, War & the Fate of Industrial Societies, by 
Richard Heinberg, 2002, Paperback, 288 pages, 
ISBN 0-8657-482-7, US$17.95 from New Society Publishers 
(see above) 
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power -233 

QUALITY HARDWARE FOR THE PV INDUSTRY 




Designed for the Professional. 



Top-of-Pole Mounts 
Power-Rail Mounting System 
Side-of-Pole Mounts 
Power Tube Commercial Racking System 
Power-Grid Racking System 
Roof-Ground Mounts 
Battery Boxes, Racks and Cabinets 
Equipment Enclosures 



Preferred by Experienced installers 




DIRECT POWER AND WATER CORP 
ALBUQUERQUE, NM USA 

800-260-3792 Or 505-889-3585 
FAX: 505-889-3548 

www.power-fab.com 
info@power-fab.com 



SHIELD 



Healthy Living Paints 

Zero VOC Interior Paints, Clay-based Wall Coverings, 
Color Washes, Pigments and Milk Paints. 
NEW! Aqua Resin Stain Finish Water-based, Zero 
VOC Interior/Exterior Wood Stains. 

For a FREE Color Catalog call us at (800) 621 -2591 
www.bioshieldpaint.com 
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Powerdown 

Options and Actions 
for a Post-Carbon 
World 

Richard Heinberg 



A stark look at prospects 
for a truly sustainable 
culture as the industrial 
era winds down. 

$16.95 



New Society cf\ 800.557.6772 
Publishers <ffi£~ www.newsociety.com 



Peak Oil Explained 

Superbly detailed 36" x 23" poster depicts history 
and impending peak of global oil production 



"This poster conveys a wealth of 
carefully researched information 
about oil depletion in a graphic 
format that anyone can quickly 
grasp." . Ric h ar d Heinberg 

Author of Powerdown 



"If a picture is worth one thousand 
words, then The Oil Age Poster is 
worth one million words..." 

- U.S. Congressman 
Roscoe Bartlett (MD) 



ORDER IT AT 0ILP0STER.ORG FOR $9.95 + S&H 1 

Sales help fund the no-cost distribution of The Oil Age Poster to high schools, 
colleges and non-profit institutions. If you are an educator, please go to 
oilposter.org to request a free poster. 
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Killing & Saving 

Solar Initiatives 

Don Loweburg 

©2005 Don Loweburg 



California's Solar Initiative, Senate Bill 1 (SB1), which 
would have provided a ten-year funding commitment for 
solar-electric (photovoltaic; PV) systems and a transition 
to performance-based incentives, died in the California 
Assembly on September 8, 2005. In a classic cliff-hanger, the 
bill became mired in committee by partisan bickering, and 
perished on the eve of the last legislative session without a 
vote being taken. 

As solar advocates, as a solar industry, and as citizens, 
we must ask, "How could this happen?" How could this 
happen in a state where more than 80 percent of voters 
support solar technologies? How could this happen at a 
time when all carbon fuels are experiencing price increases, 
and electricity costs are climbing? How could this happen 
in the face of the effects of global warming, and the possible 
connection to the devastation that resulted from this year's 
exceptionally severe hurricane season? 

Electrical Interference 

More than two years of collective work by PV manufacturers, 
installers, environmental groups, and solar advocates went 
into the bill. SB1, as initially proposed, was nonpartisan and 
endorsed by California Governor Schwarzenegger after being 
introduced in the California Senate by Democratic Senator 
Kevin Murray and Republican Senator John Campbell. 

However, the International Brotherhood of Electrical 
Workers (IBEW) and the utilities lobbied for amendments 
in committee, and these three amendments ultimately 
disintegrated the broad support for SB1. 

The first stipulation required all solar-electric installers 
to be electrical contractors. California currently allows for 
several license classes to install solar-electric systems, and 
the restrictive amendment would have disenfranchised 
more than 50 percent of those already installing systems. 

The second amendment by the IBEW inserted language 
that called for "prevailing wage" — union scale work done 
by union members. The prevailing wage amendment cost 
the support of one of the authors, Republican Senator 
Campbell, and of Governor Schwarzenegger. 

Bernadette Del Chiaro, speaking for Environment 
California, an environmental advocacy group supporting 
SB1, said this about its failure: "The bill was derailed 
when it reached its second-to-last stop, the Assembly 
Appropriations Committee, where three amendments were 
added to the bill after intense lobbying of two labor unions, 



the International Brotherhood of Electrical Workers and the 
State Building Trades Council." 

The third fatal amendment came from the investor- 
owned utilities. They cut themselves in for 10 percent of 
the available funding (approximately US$200 million), and 
at the same time, decreased the proposed grid-connected 
PV limits under the program from 5 percent to 2.5 percent 
of total capacity. These changes were contrary to the very 
intention of SB1, which called for the cost-effective use of 
PV as distributed generation, and substantial increases in 
the amount of grid-connected PV. Utilities are known to 
favor central station generation — the least cost-effective way 
to use PV in a grid-connected system. 

Major solar groups, such as California Solar Energy 
Industries Association (CALSEIA) and Americans for Solar 
PV (a recently formed PV manufacturers group), opposed 
SB1 as amended. In addition, many environmental groups 
that had been in support could no longer support the 
amended changes to SB1. On August 25, 2005, Senator 
Campbell, a co-author, removed his name from the bill 
and opposed it. Finally, two days before the end of the 
legislative session, Governor Schwarzenegger retracted his 
support of the amended bill. 

At one level, it's easy to simply conclude that SB1 
failed due to politics. Behind the scenes is a looming battle 
between the Republican Governor and the Democratic 
Legislature. And yes, the Governor antagonized several 
powerful California unions. However, the destruction of 
SB1 falls squarely on the regulated utilities and their union, 
the IBEW. 

All Is Not Lost 

Though California failed to establish a long-range PV 
program, the immediate future for PV remains positive. The 
current rebate program has sufficient funding for perhaps 
several more months, though this funding is limited to 
small systems (up to 30 KW). Large commercial systems 
continue to be unfunded. 

But California's regulatory agencies, the California 
Public Utilities Commission (CPUC) and the California 
Energy Commission, may be able to accomplish what the 
political process failed to deliver. During the drafting of 
SB1, a parallel track of action was developed within the 
CPUC. This consisted of formal hearings and testimony 
that established the cost effectiveness of distributed PV, 
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and the benefits for individual customers and for the entire 
electricity distribution system. Getting this information 
"on record" enables the public utility commissioners, who 
are enfranchised to act for the public good, to incorporate 
the cost of PV programs into the rate base and start a solar 
rebate program of their own. 

Another avenue suggested is a ballot initiative, where 
Californians could cast their votes to support a statewide 
solar-electric program. With the high level of support for 
solar electricity in California and the rest of the United States, 
successful solar legislation is bound to arise again. The 
question is, "How difficult will the opposition make it?" 

The lessons of SB1 pertain not only to California but 
to the rest of the United States too. With vested interests 
managing to defeat important bills, citizens must strongly 
advocate and act on their own behalf to support a sane 
renewable energy future. 

Access 

Don Loweburg, PO Box 231, North Fork, CA 93643 • 
i2p@homepower.com 

Environment California, 3435 Wilshire Blvd., #385, 
Los Angeles, CA 90010 • 213-251-3688 • 
Fax: 213-251-3699 • info@environmentcalifornia.org • 
www.environmentcalifornia.org • Links to newspaper 
articles on SB1 

History & details of the amendments that destroyed SB1 • 
www . leginf o . ca . gov / b illinf o . html 




LORENTZ' solar- 
operated pool filtra- 
tion pump BADU Top 
provides crystal-clear 
water for your residential 
pool and substantially 
reduces your power bills 



LORENTZ 



reliable solar solutions since 1993 

Tel. + + 49 (0) 4 1 93-7548-0 www.lorentz.de 





...To Earn Your Business! 9 



Our success depends on yours, and you can rely on SunWize to support the growth of your solar business. That's why we 
offer prepackaged systems, same day shipping, three fully-stocked warehouses, a dedicated customer service team and 
technical support. Jean Shappell of Northwest Energy Storage states, "With warehouses in New York and California, 
SunWize can serve you and your customer with faster delivery service and lower shipping costs from coast to coast." 
Call us at 800.817.6527 and find out how SunWize can help your business. Be successful, choose SunWize! 



vw.sunwize.com 



Reliable People . . . Reliable Products . . . Reliable Power! 



www. homepower.com 
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Digital Power 
Meters 

20-CTR: Measures 
AC Power up to 10 
kW, 100-250 vac single 
or two phase. Remote 
display. Easy to install. 



ONEMetei 1 : NEW FEATURES! Standard Features include Multiple 
AC or DC power channels (any voltage/current), PC interface 
(with PC software), internal logging, and one display. Options now 
include Flash Memory Logging (up to 1 Gig!), USB connection, 
simple Web interface, extra displays (many types/sizes), Battery 
Monitor, Weather Monitoring (wind speed, direction, temperature, 
humidity, solar output) and Control output. The OneMeter can be 
field upgraded with new hardware/firmware. 



4-1850WX: Special meter for Refrigerator Replacement 
Programs. Detects Defrost Cycle, displays cost/kWh-hrs/yr. 
Other Models available. Check our website or call for details. 
All products are California CEC eligible meters 

CUSTOM APPLICATIONS and DISPLAY OPTIONS: We can build a digital 
power meter to meet your needs, including large displays as well as the 
popular Beta Brite scrolling LED sign. Please call with your needs/ideas. 

?9 r f ffiiSSf PH 0nics To order, call toll free 

421 Hilton Rd. mmm mmm «««« 

Whitefield, ME 04353 1-RHH-fl 1 l-nKllll 

For information only, call 207-549-3401 
info@brandelectronics.com 



www. brandelectronics. com 





COMBINE SCIENCE ... 



HANDS-ON LEARNING ... 

A BEAUTIFUL SETTING ... AND A 
VERY AFFORDABLE TUITION PLAN 
$420/SEMESTER OUT-OF-STATE & 
$300/SEMESTER IN-STATE 



TWO YEAR A.A.S. DEGREE OR ONE YEAR CERTIFI 

FOCUS ON PHOTOVOLTAIC DESIGN AND INSTALLATIO 
BOTH EMPHASIZE FULL N.E.C. COMPLIANCE 



CONTACT: 



TOM MUNSON 
(505) 566-3003 OR (800) 241-6327 
munsont@sanjuancolle9e.edu 
www.sanjuancolle9e.edu/ren9 




San Juan 



FRRMINGTON, NM 
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ELECTRO AUTOMOTIVE 

Electric Car Conversions Since 1979 
Books videos —^^Kits Components 




Catalog Send $6.00 for our catalog, or visit our web site. 
"Convert It" We wrote the book on electric car conversions - literally! 
Send $30.00 postage paid for this hands-on how-to conversion manual, 
written in plain English for the home hobbyist mechanic. 

Conversion Kits Complete custom bolt-in kits for the VW Rabbit 
and Porsche 914, or a universal kit for other small cars and light trucks. 

Web Site Visit our web site for our complete catalog, price list, 
gallery of conversions, and extensive conversion information section. 

RO Box 1113-HP, Felton, CA 95018-1113 ^<^n>^831 -429-1 989 
WWW.ELECTROAUTO.COM ^^^^LECTRO@CRUZIO.COM 
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DREAM CATCHER REAL ESTATE 

Off-grid Earthship 

for sale in Taos, New Mexico 



Handcrated, 1500 square feet, 
$149,000. 

Peter Fay— 505.770.0457 
www.thefayway.com 

Other Earthships available also. 




B@ FridgeFreeze 



THE ICE ABE IS OVER!' 



THE MOST EFFICIENT 
PORTABLE 12/24 & 
110-VOLT REFRIGERATOR/ 
FREEZER MADE! 

• Only draws 2.3 to 3.8-amps 
• Can freeze in 115°F heat 




Ph: 619.220.6003 



WWW.FRIDGEFREEZE.COM 
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Hydro-Power for Home Use 



• 25 - 30% more efficient than Hi Output Alternator 

• Marine Grade Construction throughout 

• Re-connectable Stator 

• Retrofittable on existing turbine 
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332 SJ'jViinion rtont 
Davenport, CA 95017 
a'J'J -425-7352 




Harness The POWER 





U.S. Battery offers the perfect solution 
our alternative energy 
e requirements 

►Maximum capacity 
^Maximum life 
►Minimum service 
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REbuilding Energy 
Policy 



Michael Welch 

©2005 Michael Welch 



While I am appreciative for the small boost that renewable 
energy (RE) and energy efficiency will get from the new U.S. 
energy bill, it is still hard for me to swallow that we ended 
up with such a bad bill overall. 

Many fine people and great organizations worked 
hard to make this bill a good one. But aside from a poor 
political climate for environmental issues, one reason 
it was allowed to pass was because portions of the RE 
industry signed off on the entire bill after obtaining all 
the tax incentives and other concessions that they could. 
This gave a lot of politicians the excuse they needed to 
vote for the bill. 

Two years' worth of tax credits are not long enough to 
instill sufficient market certainty so that the RE industry can 
invest significantly in new manufacturing facilities. What 
our industry really needed was more like the decade-long 
incentives that some competing industries received. Credits 
for nuclear energy run all the way to 2020, and to 2015 for 
"clean coal" — both mature industries that should not need 
any subsidies at all. For an example of what can happen 
with inappropriate or short-term tax credits, see Chuck 
Marken's article on page 82. 

It is interesting to note that many RE manufacturers 
are also heavily invested in competing technologies 
like nuclear or fossil fuels, which benefited much more 
significantly from this energy bill than RE. Keep in mind 
that all publicly traded corporations, whether involved in 
competing technologies or not, are largely bound by law 
and circumstance to maximize short-term profits instead of 
taking the long-term view of considering the environment 
along with profit. Without placing any blame, realize that 
the energy bill's passage was likely helped by the support 
of very powerful interests. 

Regardless, let us celebrate and put to good use the 
few benefits that the RE industry got from the energy bill. 
We have two years to take advantage of the tax credits for 
putting renewable energy on our homes and businesses, so 
go out there and do it. 

New Legislation 

Even before the president inked his signature on the bill, 
sustainable energy interests were trying to figure out how 
to move forward on the energy front. It is too late to change 
overall policy, but we can and must continue working 
toward a renewable, sustainable energy future. It is going 



to be a long, hard haul, but at least some progress might be 
made by subsequent legislation — if we and our politicians 
have the political will to do so. 

You can count on the many independent energy-related 
organizations to begin pushing for new legislation on the 
federal level. It is not entirely clear what their agendas will 
be, but I expect to see efforts continue on many of the things 
we didn't get from the energy bill, including: 

• Mandated higher fuel economy standards for vehicles 

• Increased support for mass transportation, including 
railroads 

• A renewable electricity standard to increase sales of 
renewable electricity by major utilities 

• A national net metering policy 

• Increased incentives for higher efficiency in appliances, 
lighting, and industrial motors and controls 

• Longer-term RE tax credits 

• Increased funding for RE and energy efficiency budgets 

• A permanent ban on drilling in the Arctic National 
Wildlife Refuge (ANWR) 

But sustainable energy interests are not the only ones 
that are looking to change things since the energy bill 
passed. Some members of Congress have announced their 
intention to introduce legislation that would open ANWR 
to oil drilling, open previously untouched coastal waters to 
oil and gas drilling, and waive liability for the producers of 
the fuel additive MTBE that is polluting groundwater across 
the United States. 

Start Gearing Up for Change 

Sustainable energy groups will be spending as much 
effort fighting new regressive legislation as they spend 
supporting new legislation that promotes a sustainable 
energy future. And this is where you can come in, and our 
country's weaknesses revealed by this year's hurricane 
season may help us. 

In HP108, I talked about working from both the top 
down and the bottom up. More and more, I am thinking that 
positive political change is going to come from the bottom 
up. We can no longer rely on the feds to do the right thing, 
even under tremendous pressure to do so. There is so much 
political money from the business sector that it is difficult 
to overcome. Yes, we need to support groups working on 
the national and international levels, but maybe we should 



98 



home power 110 / december 2005 & January 2006 



power politics 



Energy Policy 
Bummers 

Unfortunately, the bill passed by the Legislature 
and signed into law does the following harm and 
much more, according to Public Citizen: 

• Repeals the vital Public Utility Holding 
Company Act (PUHCA). PUHCA prevents the 
massive consolidation of unregulated utility 
ownership and prohibits nonutilities — such as 
oil companies, investment banks, and foreign 
companies — from owning public utilities. 
Promotes a nuclear power relapse, giving the 
industry billions of dollars in subsidies and 
other incentives that could cost taxpayers 
more than US$13 billion. 
Federalizes the siting of liquefied natural gas 
(LNG) importation terminals, stripping states 
of the right to oppose such projects. 
Provides US$4.5 billion in tax breaks and more 
than US$7 billion in authorized subsidies to the 
fossil fuel industry, and eases environmental 
regulations for oil and gas drilling and refining. 

The bill will not reduce global warming, our 
dependence on foreign oil, or gasoline prices. 



start spending a greater percentage of our money and time 
working locally and regionally. 

Some states are working toward laws that will increase 
the use of RE and decrease their state's contribution to 
greenhouse gases that contribute to global warming. 
According to two reports released by MaryPIRG, the 
Maryland Public Interest Research Group (see Access), 
states are in a position and already starting a trend toward 
local clean energy policies. MaryPIRG's press release about 
the two reports lists twenty states and their recent progress 
on state energy policy. 

Hurricane Alley 

Local education is key to encouraging statewide and local 
implementation of a reasonable energy policy. With the 
recent effects of this season's Gulf Coast hurricanes heavy 
on our minds, now is a good time to gently point out how 
much the warming of the oceans may be contributing to 
the intensity of hurricanes and other storms. And the (in 
part) energy-related causes of the tragedies this year are 
opening eyes and increasing the will to improve national 
energy policy. According to a September Associated 
Press article: 

Just over a month after President Bush signed into law a massive 
energy bill, lawmakers are talking about the need for a second one. If 
it emerges from Congress, it will carry the stamp ofKatrina and the 
vulnerabilities the storm exposed to the nations energy system. 



"Hurricane Katrina exposed the harsh reality that we have 
been skating on thin ice when it comes to this country's energy 
concentrations on the Gulf Coast," said Sen. Pete Domenici, R- 
N.M., chairman of the Senate Energy Committee and an architect 
of the energy legislation passed this summer. 

Domenici, in an interview and an appearance Sunday on 
cable TV's C-SPAN channel, also said that the Gulf disaster and 
the skyrocketing gasoline costs it unleashed has made it clear 
that more needs to be done to reduce energy use. That includes 
requiring automakers to significantly increase the fuel economy of 
their fleets, he said. 

The hurricane was "a serious wake-up call that we have to do 
something both on the supply side and the conservation side" that 
before was politically impossible, Domenici said. He added that he 
is a convert to increasing auto fuel economy standards after first 
believing it should be left to the marketplace. 

Future hurricanes are going to rival the intensity of 
Katrina, and are going to help us achieve our goals. 
Headlines such as 'The Storm Next Time" (New York Times), 
"Katrina Fuels Global Warming Storm" (Reuters), and 
"Global Warming Called Insurance Peril" (Sacramento Bee) 
are going to help us out. 

Make a Difference 

There are plenty of other reasons to learn about and 
undertake improving national energy policy. Most have 
existed long before the 2005 hurricane disaster. For example, 
citizens need to find out how coal mining is stripping away 
entire mountains in the Southeast, and how coal burning is 
contributing to acid rain, global warming, and children's 
health problems. Citizens need to understand that there 
really is no good answer to our nuclear waste problem, 
which will likely be increased by the Energy Policy Act 
when implemented. 

So once again, I ask you to start helping organizations 
working and educating toward a sustainable energy future, 
especially the local ones. Write letters to the editor, and 
organize and attend local meetings to talk about energy 
policy. And on the federal level, support the groups that 
are trying to keep the special interests from hijacking 
energy policy — including those interests that are involved 
in RE as a sideline. 

Most of all, do not lose faith that you can make a 
difference. Let's get busy now to capitalize on this building 
momentum, in hopes of creating a sustainable energy 
future, and keeping the future effects of global warming at 
a level we can all live with. 

Access 

Michael Welch, c/o Redwood Alliance, PO Box 293, 
Areata, CA 95518 • 707-822-7884 • 
michael.welch@homepower.com • 
www . redwoodalliance . org 

Public Citizen's Critical Mass Energy Program, 1600 
20th St. NW, Washington, DC 20009 • 202-588-1000 • 
cmep@citizen.org • www.citizen.org/cmep 
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Maryland Public Interest Research Group, 3121 St. Paul St., 
Ste. 26, Baltimore, MD 21218 • 410-467-0439 • 
info@marypirg.org • www.marypirg.org • Free download 
of two papers on states' sustainable energy trends: 
Achieving a New Energy Future: How States Can Lead 
America to a Clean, Sustainable Economy, and Making Sense 



of Americas Oil Needs: A Sustainable, State-Based Response to 
Dwindling Oil Supplies 

Sustainable Energy Coalition, 1612 K St. NW, 

#202-A, Washington, DC 20006 • 202-293-2898 ext. 201 • 

kbossong614@yahoo.com • www.sustainableenergy.org 




Residential Wind & Hybrid Systems from 

Abundant Renewable Energy 

Introducing the ARE110 and ARE442 turbinesln Fall 2005 
See our website for the latest pictures aip specs 

• Maximizing Energy, by Maximizing Efficiency 

• Direct Grid Connect without Batteries 

• 24 & 48 volt Battery Charging Systems 

• The Most Powerful Blades, the Most Efficient 
Alternators, and the Most Sophisticated Controls 
in the Field today. 

• Quiet, Consistent, Reliable 





Read about ARE 
installations of AWP3.6 
turbines in Home Powe 



Web Site: www.AbundantRE.cam 
Phone: [503J 53B-BS9B • Email: infa@Abundan 

See web site for our list of dealers 




ew: #102, pg. 82 
Direct Grid Tie: #100, pg. 22 
Choose a Wind Generator: 
jj #90, pg. 50 



North American Board of 

NABCEP 



Ceriilied Energy Practitioners 






NABCEP Solar PV 
Installer Certification 

Why PV Installers Should Get Certified 

• Certification based on industry standards of safety 

• Distinguishes you among your peers 

• More consumers look for certification as a sign of 
competence and quality 

• Helps you keep current in technology and continue 
your professional development 

Consumer Benefits of Using 
NABCEP-Certified PV Installers 

• Provides confidence that PV system will be installed 
to manufacturer's specs and in compliance with 
NEC 

• NABCEP Code of Ethics stresses consumer protec- 
tion, professional conduct and integrity of service 

• The installer has met established PV standards and 
industry requirements through certification process, 
and keeps current through continuing education 

For more information to www.nabcep.org 
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Searching for a Canadian 
renewable energy company? 
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AC Receptacle & Plug — 

Safe Connectors 



Derivation: From Latin receptaculum, place to receive and 
store things. 

We get electricity from a utility, an engine generator, a 
solar-electric array, a wind generator, or a hydro turbine. The 
energy is carried to a home's distribution panel, and to the 
individual appliances via commonplace wiring. At this point, 
we need a safe, convenient, and effective means to connect 
and disconnect our appliances to and from the circuit 
wiring. The same basic method has served this purpose for 
more than a century — the plug and socket. 

When electricity was first used in homes for operating 
lights, they were "hard-wired" (not easily disconnected). 
But as electrical appliances became available, a better 
connection arrangement was needed. In 1904, Harvey 
Hubbell (who also invented the pull-chain light socket) 
developed the first electrical plug and socket. The two- 
prong plug and socket that we still see on occasion in older 
homes came into use in the 1920s. Later, a third wire and 
terminal was added to circuits to allow the equipment to be 
grounded (or "earthed"), so it won't be "hot" in the case of 
a wiring fault. 



Ian Woofenden 

©2005 Ian Woofenden 

Specific receptacles and plugs are used to prevent 
plugging into the wrong voltage source. Even high 
voltage electrical connections can be made with relative 
safety. The "hot" (electrified) terminals of the receptacle 
are encased in a plastic housing, with only small slots 
and holes exposed. By the time the plug contacts the 
live terminals, most of its metal is no longer exposed. So 
unless you actually try to get shocked or are careless, it is 
not likely to happen. 

Here in the United States, we take our AC receptacle 
style for granted — it is "normal" to us. But a wide variety 
of AC electrical socket configurations are used around the 
world. See the map and socket diagrams for the variations, 
and the locations where they are used. The Web site listed 
below the map provides more information on specific 
receptacles. 

No universal standard has been adopted for AC 
receptacles. This can be confusing when you travel to 
different countries, especially in regions that use more than 
one style of receptacle. But it also is fascinating to see the 
diversity of configurations that serve the same purpose. It's 
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a demonstration of human inventiveness, and the different 
ways we solve problems. 

Whatever the receptacle configuration, the goal is 
the same — allowing you to easily and safely plug in the 
appliances you want to use, where you want to use them. 

Access 

Ian Woofenden, PO Box 1001, Anacortes, WA 98221 • 
ian.woofenden@homepower.com 



MALLARD WIND GENERATORS 

Economical, Strong, & Very Reliable 
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We also have charge regulators, tower kits & plans, PMAs, 
blades, and lots of friendly advice & customer support. 
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Package 
Deal 3-800E 
& Regulator 
$1150 



928 



jiijTjaajij^^Tll 

www.mikeswindmillshop.com • 928-532-1607 

Major Credit Cards Accepted • Call for Volume Pricing 




NX/^VirSLJINI 



* A divE-ite line of -quality trackers for: 
Gnd-I^tertie, Commercial Applications, 
denote Homes and Water Pumping. 

# Tracker From I5Q W to 15 kW. 

• Complete pr^-wgineered Tr«Kift ,H #vailabl& 
« Patented technology. 

* 15 yeans, of soter tracking ex|Mrience- 

Array Techno I ogies ( Inc 

505-H 1-75^7 www waOs un com 



Log-on to your future I 
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Online Renewable Energy 
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October 31 - December 9, 2005 

Solar Home Design On line Course 

February 13 - April 7, 2006 

' Tne course was exactly what I had hoped for. It 

cov+r 00 -an 4f th* k*y ar tai and built on th*m in tach fVill fnv Aiir OAA>* 

sutceslve chapter. Well planned and Increasingly Urtll fVI WUl £UUJ 
cnallenqinq. Well worth trie more y." nn#n|f|n 

Spring 2003 participant \ « *» 51 

Start vour renewable energy education from home .„ TODAY! 



PO Box 715 ■ CdrbCPfidale. CO *1&Z1 
1*1; 970-VM-HS5 ■ T*K; 970 9&3-JS8« 
sci I aQlaronerqy.Qrq 

WWW.SOLARENERGY.ORG 




SOLAR ENERGY 
INTERNATIONAL 



www. homepower. com 



103 



home & heart 



The Wrench's Wife 

Kathleen Jarschke-Schultze 

©2005 Kathleen Jarschke-Schultze 



Why is it that things always go wrong when my spouse 
Bob-O is gone? Could this be some sort of cosmic test? 
Must I prove that I am no longer "marginally mountain/ 7 as 
Bob-O claimed my first year here? 

Home Alone 

It has been a busy year for our renewable energy installation 
business, and Bob-O is rarely home during daylight hours. 
One particular job took him away for three days a week, for 
several weeks in a row. 

One morning, just after Bob-O left for his three days away, 
I began to prepare myself for the day. Once I get Bob-O out 
the door, I can concentrate on myself. I finished my coffee, 
and went to the bathroom to brush and braid my hair. 



Kathleen, Inverter Ace — Note the floral-handled multi-tool 
on the worktable. Bob-O never borrows this one. 




As I stood at the mirror, I heard a funny noise. I listened 
to the faucet. I listened to the toilet and to the shower. 
The sound seemed to be coming from the floor. I went 
downstairs into our half basement and dragged a chair 
over to my Sun Frost F10 freezer. I climbed onto the chair, 
removed the crawl-space hatch door, and set it on top of the 
F10. Then I crawled on top of the freezer to check out the 
crawl space. 

That's Not Funny 

Water was spraying everywhere. It took me a second to find 
the source — a valve in the bathroom plumbing. Obviously, 
it had been leaking for a long time. The dirt under the house 
was an adobe mire. I found a piece of cardboard, threw it on 
the mud, and climbed in. I tried turning the valve handle, 
and the water spray lessened a little. I went upstairs and got 
an adjustable wrench. I crawled back under the house and 
tried to tighten the valve. 

The water spray intensified, and I was instantly drenched. 
I felt like Lucille Ball (from TV's J Love Lucy). I crawled out 
and found the shut-off valve for the house, turning off the 
water as much as I could. I got a garden hose, and putting it 
on the lowest hose bib in the system, turned it on and let the 
water run downhill towards the creek. 

Friend In Deed 

This stopped the water from spraying under the house. I 
came upstairs and called Friend. You remember Friend; 
he put the roof on the Chicken House of Mystery (HP101). 
Friend arrived about 35 minutes later. Friend knows 
plumbing. He can solder and sweat pipes, and do all kinds 
of things I would not ever attempt. 

We rummaged around in Bob-O's shop. Between what 
we found there and what he had thought to bring, we were 
able to repair the leak. Apparently the valve had frozen last 
winter, which weakened it. I don't know how long it had 
been quietly leaking, but we surmise it was a long time. 

Now What? 

While Bob-O was still gone on this big job, out of cell phone 
range, the next thing that happened was that the power 
shut off. I rushed down to the warehouse and grabbed an 
OutBack Mate control meter so I could check on the status of 
the inverters. Back at the house, I went to the basement and 
plugged the Mate into our OutBack system. Then I called 
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OutBack on the portable phone. (Not before I automatically 
flipped on the light switch so I could see to dial. No lights, 
of course.) I got engineer boB Gudgel on the phone. He 
ran me through the program to start the inverter again. He 
asked me to call if it happened again so we could find the 
error message. 

A couple of weeks later (yes, Bob-O was gone), it 
happened again. I called OutBack again and boB gave me 
directions to run a diagnostic test, during which we found 
an "overtemp" error on the slave. With our two stacked 
FX2024s, one is designated as the master and the other one 
is the slave. 

The upshot is we discovered that our inverters were 
older beta models that Bob-O had field-tested (I found 
the very early serial number of FX00018 on one), and our 
firmware revisions were also old. I was given the choice of 
sending the slave in for a board change or doing it myself. 

Kathleen, Inverter Ace 

"Send me instructions to follow and I will do it," I said 
confidently. Didn't I change out a dented MX60 controller 
cover with complete success? This, I felt, was well within 
my purview. 

Bob-O came home. "Great/ 7 he said, "But I'll have to 
take it off the wall for you." I began to lose my feeling of 
autonomy. Then as I explained the diagnostic procedures 
and findings, Bob-O revealed to me that the master was 
really the slave and the slave was really the master. 

Bob-O reprogrammed the FXs so that the master was on 
top. We figured out that the power went off whenever the 
slave inverter had to come on — like when I was using the 
dishwasher, the washing machine, or the dryer, and also 
microwaving some leftovers for lunch. That shut everything 
down, all right. By then, I had been schooled on how to turn 
the inverters back on, so I wasn't without power for long 
that time. 

We decided I would change out the boards on the FX that 
had the oldest firmware. OutBack sent the boards, but it took 
several weekends before Bob-O and I were both free to work 
on this project. I set up a worktable in the basement. Bob-O 
took the slave off the wall and put it on my worktable. I got 
out the printed instructions and the boards. I am grateful 
there were pictures. It was all very straightforward. 

No Static, Please 

The directions contained dire warnings about the possibility 
of a static charge buildup in your clothes destroying the 
boards. That gave me pause. Apparently the safest way to 
work on the unit was to stand naked in a mud puddle. This 
is straight from the instructions. The other method, and the 
one I chose, was to wear all-cotton clothes and touch a water 
pipe to drain my static buildup. As I worked on the unit, I 
would occasionally walk over to the sink by the washer and 
touch the faucet. 

Bob-O came to see how I was doing. He had on a fleece 
shirt. "Don't touch that," I said, "You're all static-ee." He 
said not to worry; he had touched a ground. I told him 
what I had been doing. Apparently this was wrong because 



I could build up static on my walk back from touching the 
faucet. So I stayed where I was after that. 

Up Against the Walls 

Everything went very smoothly until we tried to heave the 
revamped inverter up onto the wall mount. It is very heavy. 
Being the slave, it was a close fit underneath the master FX. 

We had tested the unit before reattaching it to the wall. 
When it was back on the wall, the error light would not 
go off, and we couldn't find an error code using the Mate. 
Back off the wall it came. I took it apart, a lot quicker this 
time, and checked to make sure I hadn't pinched a wire, 
left the fan unplugged, or some other obvious thing. I had 
not. We bench-tested again. The error light came on, but 
then went off. 

We wrangled it back onto the wall again. Bob-O 
programmed it to be the slave of the duo. We watched and 
waited — no red error light. I was victorious! 

Techno Kathleen 

What I have realized out of this experience is that I can't 
be nontechnical any longer. Sure, I know how to live with 
renewable energy, but I need to get past my less than 
rudimentary knowledge of electricity. I've been threatening 
to take Solar Energy International's Women's PV class this 
spring. Now that would be high adventure! But, what will 
happen to Bob-O while I'm gone? 

Access 

Kathleen Jarschke-Schultze is studying Spanish at her 
home in northernmost California, c/o Home Power 
magazine, PO Box 520, Ashland, OR 97520 • 
kathleen.jarschke-schultze@homepower.com ^£ 
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A Perfect, 
Paperless 
Alternative 



Digital subscriptions* are available now! 
Download a year of Home Power— six 
bi-monthly issues— in Portable Document 
Format (PDF) for just $15. 

• Identical to our print edition 

• Easy, on-screen navigation 

• Built-in bookmarks and links 

• Searchable and printable 



To learn more or to get started, visit* ♦ ♦ 



www.homepower.com/digital 



: Requires Adobe Acrobat Reader 5.0 or later and an e-mail address. 
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The Ultimate Portable Saw Mill 

FREE Video 8 
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Not There Yet? 

Hello, The following quote from President Bush prompted 
me to write this letter while listening to my stereo hooked 
to the "unit of the future" he describes. I am not a time 
traveler but a citizen who wishes our domestic RE industry 
could garner even a fraction of the support oil and nuclear 
industries receive. 

I had an interesting opportunity to go see some research and 
development being done on solar energy. I'm convinced, someday 
in the relative near future well be able to have units on our 
houses that will be able to power electronics within our houses, 
and hopefully, with excess energy, be able to feed them back in the 
system. That's possible. We're not there yet, but it's coming. 

— President George W. Bush, 
October 4, 2005, Rose Garden Press Conference 

I really enjoy the magazine as it continues to improve 
issue to issue. Despite my battles here in Boulder, Colorado, 
with the building department over electrical systems, tower 
heights, and other nonsense, I'm very proud to run my house 
and editing studio "electronics" off of twelve domestically 
produced PV panels (my wind turbine should be installed 
next spring)! 

I have to recommend a Home Power subscription to the 
White House so they can keep up on what's happening, 
because I really wonder where their RE information comes 
from (the 1960s?). Obviously, nobody around the President 
reads your fine publication. 

Keep up the important work! Regards, Eric A. 

Thanks for the encouraging words, Eric. Needless to say, 
Home Power hasn't reached everyone quite yet. In fact, the White 
House grounds were outfitted with a 9 KW solar-electric array in 
September 2002. With that in mind, however, the President's 
misunderstanding reminds me of one of the more satisfying 
aspects of the renewable energy movement — it's growing from 
the grass roots on up, rather than the other way. On behalf of 
Home Power, a huge thanks to you and all of the countless, 
happy end users of solar electricity who've chosen to make one 
person's "relative near future" their present. We're sending a 
complimentary subscription to the White House. Scott Russell • 
scott. russell@homepower. com 

Grounding Perspective 

After reviewing the pole mount installation article in HP109, 
Code Corner columnist John Wiles had the following suggestions 
related to system grounding: 

• Many ground terminals are not listed for the termination of 
multiple ground wires. If this is the case, multiple ground 
wires should be bonded together with connectors approved for 
that purpose, and a single conductor should be terminated at 
the ground lug. 

• UL has in the past concluded that star washers are generally 
not suitable for breaking down and preventing reoxidation 
of the film on aluminum module frames. Tin-plated copper 



lay-in lugs installed flat against the module frame will likely 
provide the best ground connection over time, and better 
resist the possibility of galvanic corrosion compared to solid 
copper lugs. 

Solar Woodshop? 

I am planning to construct a 16- by 20-foot workshop for light 
woodworking projects. I am curious as to the limitations 
solar electricity has to service this type of structure. Electrical 
requirements would include lighting, tools (table saw, 
router, sander), and possibly occasional air conditioning. I 
have just completed a subscription form to your magazine, 
and would appreciate any support information you can 
provide me on my workshop endeavor. If this type of 
project was ever discussed in any past editions, could you 
please identify for me that edition? Thank you, Charlie 
Hensel • cjhensel@charter.net 

Hi Charlie, I can think of no limitations. Designing a PV 
system for a workshop is just like sizing any other system. You 
start by either estimating or measuring your daily usage, and then 
size the PV array, battery, and inverter to meet that. 

When designing your shop electrical system, here are a few 
things to keep in mind. First, many power tools have high surge 
requirements. Tor example, your table saw may draw four of 
five times as much power during start-up compared to when 
it's running. Make sure that the inverter you choose for the 
system has high enough surge capacity to effectively start any 
power tools you'll have in the shop. Second, air conditioning 
is a substantial electrical load. The need for air conditioning is 
typically during the summer months when there is usually a lot 
of sunshine, so small, room-sized air conditioners can often be 
run without much trouble. Finally, in most personal workshops, 
more than one tool is rarely used at a time, which means it may 
be easier and cheaper to meet your needs with a solar -electric 
system than a home that has multiple occupants and cycling 
loads. 

Another suggestion — before you build your workshop, 
site it so you'll have a south-facing roof with good solar 
access. That way your system designer will have an 
excellent starting place when time comes. This sounds 
like a great project — best of luck. Michael Welch • 
michael.welch@homepower.com 

Shading Kills Output 

Mark Byington did some good work in his "Bypass Diodes" 
article in HP107, but unfortunately he also perpetuated a 
myth spread by RE foes that PVs "don't work" when 
shaded or under cloudy skies. In his tests, Mark didn't 
shade cells, he covered them so that they were in the dark. 
In shade, there is light (you can still see — right?), and the 
cells make electricity, just less of it. The shaded cells are 
not completely disabled as in Mark's tests. Raining Sky, 
Houston, Texas 

Hello Raining Sky, A covered PV module produces about the 
same energy as a module in full shade — little to none. Here are 
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some measurements from a Day star insolation meter to illustrate 
the -point, measured at noon on July 27, 2005, in Los Altos, 
California: 

Full sun: 1,178 watts per square meter 

Full shade: 33 watts per square meter 

Daystar sensor covered: watts per square meter 

As shown in the measurements, the meter is measuring about 
97 percent electricity reduction in full shade. Mottled or partial 
shade will produce results in between full sun and full shade. 
Regards, Mark Byington • markb@cobaltpower.com 

Outhouse Solar Lights 

I have an awesome stylish and comfortable (all my neighbors 
are jealous) single-seat outhouse in the Adirondack 
Mountains of New York. I was exploring lighting options — 
handheld flashlight, LED lantern, gas lantern. All had 
serious drawbacks: flashlight — hard to hold and read HP 
back issues; LED lantern — too dim to read HP back issues; 
gas lantern — too hot, noisy, and wasteful. 

Then it hit me — solar lawn lights. Intermatic Inc. 
makes a three-floodlight kit with a separate PV module 
and attached NiMH AA battery charger that includes 
rechargeable batteries. The lights come with plenty of cord 
and each has a separate plug on the module. The lights have 
an option of a lawn spike or a two-screw "deck" mount. I 
mounted the three adjustable-angle mini-floodlights to 
the ceiling, neatly stapling the wire down to a small project 
box that has three automotive toggle switches (all from 
Radio Shack). Keeping the polarity in order, I then ran the 
remaining wire up and out a small hole under the eave of 
the tin roof to the module. 

The circuit of the controller on the module only allows 
electricity to flow at night. So I suppose the switches could 
be eliminated and the lights left on all night. I wanted to 
have relatively full batteries when I turned on the lights, 
so I added the switches. Total costs were US$40 for the 
light kit, US$15 for the switches and box, and US$2 for the 
copper-coated adjustable pipe hanger to mount the module. 
The total was US$77 and the neighbors almost fainted. 
Soon no one will want flush toilets! Peace, Dean Russell • 
sunelectric@vdot.net 

Grid-Tied? 

I read the article on the Good Life Center in HP108 where 
the caretakers said that they'd eventually like to generate 
all of their own electricity and disconnect from the grid. If 
they are meeting all of their needs, aren't they generating 
more than they need at times? If they stay attached to the 
grid, this extra would mean the utility would need to use 
less nuclear and coal power and they'd pollute less. Also 
the grid would then be available as an emergency backup 
generator, and it pollutes less than any small generator. 
David Darnell • dtd@sirresearch.com 

Hi David, All that seems true, but we made an error in our 
terminology within that article that might have misled you, and 
we did not catch it before print. The Good Life center is not "grid- 
tied" in that they do not do sell back electricity, and the particular 



inverter they use is not capable of it. It only uses the grid as 
backup when the batteries get low. For true grid-tie, they would 
need a battery-based inverter that specifically does intertie, and 
those inverters are available at a somewhat higher price. 

There are some costs associated with staying tied to the utility 
in the form of a monthly minimum bill. Going off-grid would 
eliminate those costs. Also, there is personal preference. It is 
important to some folks to be independent of the utility. You're 
correct that with their system they are wasting energy once the 
batteries are full, and sending the excess energy out to the grid 
would be a more efficient use of those solar-electric panels. Michael 
Welch • michael.welch@homepower.com 

Rainwater Collection 

Michael Durland, I enjoyed your article in Home Power. It is 
exciting to see others harvesting rainwater! Every drop of 
water we use in our home comes from harvested rainwater. 
I catch water from my metal roof in gutters protected by leaf 
guards. Half of my roof water is directed to one downspout 
and the other half flows to another. From there the water 
flows into a roof washer, which I made simply from a length 
of 4-inch PVC for each downspout, with a 1-inch ball valve 
on the bottom and a sweep "T" on the top. After the washer 
is full, the water flows directly into a series of polyethylene 
tanks. 

Each tank is 1,800 gallons in capacity and there are 
three tanks. One roof washer feeds one tank, the other roof 
washer feeds the other, and I pump water from the third 
with a Dankoff booster pump, after it has passed through 
a 10-micron filter. After entering a pressure tank, that is the 
water that is used for the low-flush toilet, shower, clothes 
washer, and washing dishes. I have water filters installed at 
the kitchen sink and at the bathroom. They filter sediment, 
bacteria, and cysts, and the one in the kitchen additionally 
filters for chemicals. 

Since February of this year, when I began metering the 
flow of water usage in our house, my family of four (two 
adults and two children) has averaged 48 gallons of water 
a day. That is only 12 gallons a person for flushing into our 
composting toilet, washing clothes and dishes, cooking, and 
bathing! Since June of this year, our household has used 
3,562 gallons of water while harvesting 17,943 gallons from 
our roof! 

Besides writing you to share my positive experience using 
rainwater, I am writing you to ask some questions. For some 
time I have desired to have my water tested, to ensure that it 
is safe to use and drink. You agree, as you state in your article, 
"To be safe, always test your harvested rainwater before 
using it in your home or garden." Where do you recommend 
getting such testing? So far, all I have been able to find is 
some very inexpensive and yet not very informative testing, 
or testing services that let you specify for each item you want 
tested. There is a plethora, and if you were to choose each 
one, it would total in the thousands of dollars. 

What is your opinion on the filtration system I am using? 
Should I add UV? How much would that cost, and where 
could I get it? Rainwater is, as you say, distilled. But is it not 
possible for it to pick up pollutants as it falls? And does rain 
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not form as a result of dust particles in the air, which could 
consist of pollutants? Thanks, Shawn Swartz, Earthaven 
Ecovillage • shawncs@bellsouth.net 

Shawn, It sounds like you are doing a good job of catching, 
filtering, and using rainwater. Rainwater does collect pollutants 
as it falls, and rain will wash pollutants and bacteria off the roof. 
The county regulations where I live are very strict about using 
untreated rainwater for household use. If you are just using 
filters (not recommended), you should filter down to 0.5 micron 
because this is what it takes to remove cysts. Filtering alone will 
not remove bacteria. Water can be treated with chlorine, ozone, 
or ultraviolet (UV) light . If treating with an ultraviolet light, a 
5-micron filter can be used. I use two large sediment filters down 
to 1 micron and then a 5-micron carbon filter. 

I would definitely recommend using an ultraviolet light to 
remove all the bacteria from the water. There are several UV units 
on the market. I use only NSF (National Sanitation Foundation) 
approved units with light transmittance sensors and automatic 
water shutoffs. This will ensure that only treated water flows to 
the house in case the power fails, the lights go out, or the light 
transmittance is too poor for the UV light to do its job. The NSF 
approved units usually come with a manual bypass valve, so in 
an emergency situation untreated water can still be allowed to 
flow. The units without a sensor and automatic water shut-off 
will continue to pass water through even though the water is not 
being treated properly. I have used several different UV units and 
am currently using the UV Pure unit from Hallet. It is a well- 
engineered product. One of the things I like about it is that the 
two lightbulbs are outside the water stream, so changing bulbs is 
a snap. The list price for this UV system is almost US$2,000. 

Testing your water is a valid concern. I use a local laboratory 
that will do basic bacteria testing for US$18 and a full inorganic 
test for US$290. At the very least, you should get a bacteria 
test done on the water. This will test for the presence of coliform 
bacteria, including E. coli. The time your water is in transit 
to the lab is a concern, so find a lab close by. If you are using 
a galvanized roof, you could test for zinc and if using asphalt 
shingles you should test for petroleum products. I hope I have 
answered your questions. Feel free to e-mail me with any other 
concerns or questions. Michael Durland, PurRain Watertanks, 
Deer Harbor, Washington • michaeld@rockisland.com 

Cooling 

Hello all, I read with interest the article titled "Be Cool" 
in HP108 and have a couple of comments. We built our 
house using some of the ideas for keeping a cool space in 
summer heat, and implementation of the ideas we missed 
will not come soon (new roofing materials for example, or 
new windows). In the meantime, our summers in northern 
lower Michigan have grown generally warmer over the past 
several years. We are using an idea from our experience in 
southern heat, mentioned but not emphasized in the article. 
It claims that closing the house up after a cool night works 
in dry climates with a 30-degree difference between day 
and night temperatures. Our place a mile away from Lake 
Michigan assures us of high humidity, and temperature 
swings are often far less than optimal. But we learned in 
the humid South that it still helps to close up the house in 



the day, especially if, as we usually experience here, the 
hot spells are only a few days long. In the morning, as soon 
as we notice that the outside has gotten warmer than the 
house, we close it up tight. It feels like coming into an air- 
conditioned space when we come back in at noon. 

We also have added a DC vent fan high in the ceiling 
(venting to the outside), which is less effective than hoped 
(it is on a timer, so we can run it for several hours in 
the late evening) and a muffin-type equipment-cooling 
fan (also 12 VDC), which is surprisingly effective. We 
set it to blow right onto us at night, and it is quiet, 
"white" sound with a tiny energy draw. You can find 
these at Radio Shack, but lots cheaper at a distributor like 
Hosfelt Electronics (www.hosfelt.com). As always, a great 
issue — thanks for consistently good articles! Jim Sluyter • 
csafarm@jackpine.net 

Code Frustration 

Hi HP, I have been a subscriber for the last seven years. I 
installed 1 KW of PV on the roof about five years ago and 
have been running guerilla since then. I also have two roof- 
mounted solar hot water panels, which have been in service 
for the last two years. I am planning to permit the existing 
system at the same time as the new equipment. 

The new installation will be two trackers each with 3 
KW of PV for 7 KW total. So following the manufacturers' 
instructions and numerous Home Power articles, I designed 
the electrical system taking into consideration ampacity, 
conduit fill, and required derating. I included the utility- 
provided second meter, as well as AC and DC disconnects. 
This is where the fun stopped due to unreasonable 
and expensive building department requirements for 
engineering stamps for the foundation design, soil study, 
and electrical system. 

The building official explained that adding another 
outlet to an existing structure is "prescribed" by the 2002 
NEC and doesn't require an electrical engineer stamp. So 
my question for you is, does the NEC "prescribe" adding 
a utility-intertie inverter, second solar utility meter, and 
all the other required safety stuff? If so, where? Or is it 
customary to jump through all these hoops? 

As to foundation design for the trackers, Wattsun runs 
a spreadsheet when provided with the "lateral soil bearing 
pressure" from a boring. I have ordered a soil boring for the 
determination of the soil bearing pressure at US$600 cost. The 
city then wants an Arizona engineer's stamp for Wattsun's 
foundation design before it will approve a permit. For the 
existing equipment, a structural engineer must review and 
sign off on the garage roof truss calculations to certify that 
they will bear the weight of the eight 120 W PV panels and 
two hot water panels. Do you have any recommendation 
on how I could save the thousands of dollars in studies and 
engineering reports, and get this RE system producing? 
Name Withheld 

Hi, I can tell you the engineering story on our Wattsun tracker 
installation. Wattsun recommends a 3-foot-diameter cylindrical 
hole bored 7 feet deep in their generic engineered tracker plans. 
In our location, there was simply no way to get the equipment 
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needed onto our site's wet and heavy clay soils unless we wanted 
the truck to be a semipermanent installation in our field until the 
dry season. We needed to dig our foundation by shovel so we could 
get started on the foundation in the winter. And because we knew 
we would hit a hardy an about 4 feet below the ground, we needed 
an alternate set of plans. The first engineer we talked with wanted 
US$2,000. We took it to another engineer down the street who 
charged us US$600. 

The county wanted us to have the engineering calculations 
cover 80 mph wind loads. All we needed to tell our engineer was 
that we have heavy clay soils {I'm guessing that they already have 
the soil bearing pressures calculated for our area), the height of the 
pole, the area of the array, and the weights involved, and he was 
able to do the calculations, complete with a drawing. We needed 
a 4- by 4- by 4-foot hole with rebar reinforcement on 1-foot grids 
and four, 1-inch ] -bolts with a 30-inch embedment for bolting 
Wattsun's flanged pole. 

The foundation for the tracker and the concrete pour were 
the biggest hurdles for our project. The rest took no more than 
two weeks (including 200+ feet of trenching) while working 
at a very casual pace. My advice is to shop for a quote from 
several engineers, and do as much of the legwork as possible 
by providing your engineer with data sheets and installation 
manuals so that he or she understands the project quickly without 
a lot of study time or research. Good luck. Linda Pinkham • 
linda.pinkham@homepower.com 

Hello, You are not alone in your efforts to get a PV system 
installed where the permitting and inspection officials require all 
of the "Y's dotted and the "T"s crossed. I hear these stories on a 
regular basis from people in various parts of the country. 

I am in the process of designing and building my retirement 
home and will be doing most of the construction, including 
plumbing, HVAC, and electrical, myself. As is my current 
home, it will more than likely be off grid, with a possible grid 
backup rather than a generator. Even here in the wild and wooly 
Southwest, I have to get engineers' stamps, apply for permits, and 
get inspections. Being an electrical engineer doesn't carry any 
weight with the local inspectors or the local regulations. 

How do I work with the local inspectors? I treat them like 
people who know what they are doing and who are only trying 
to comply with various national and local codes and regulations 
established by others. I find that in many areas, they know far 
more than I do. If I do my homework and study the codes and 
handbooks that they suggest, they are willing to spend hours 
answering my beginner questions. 

So, I have plumbing codes and handbooks, residential 
building codes and handbooks, fuel gas codes and handbooks, 
HVAC software, the NEC Handbook, all New Mexico codes, 
plus numerous books on these subjects written by the pros in 
each field. 

The inspectors and I have had some very good discussions. 
One of their most frequent complaints is about plumbers and 
electricians who finish a project before taking out a permit 
and getting the necessary progress inspections. I would not be 
surprised if your guerilla PV system might be viewed the same 
way by your inspectors. 

Over the years, many, many people have been killed by falling 
roofs and nearly all building codes for residential construction 



now require that roofing trusses be designed by a firm that will 
have a professional engineer stamp the plans. Of course, the local 
truss builder uses truss design software provided by the company 
who has the professional engineer who stamps the final plans. 
Since there are few "listed" residential roofing systems, this is the 
only way to ensure public safety. 

A PV module and mounting rack may add up to 4 pounds 
per square foot to the dead load of a roof. This can represent a 40 
percent increase in the design load for trusses in the Southwest — 
not an insignificant amount. A 40-gallon integrated-storage hot 
water collector can add nearly 500 pounds over a 32-square-foot 
area or less for a 15-pound-per-square-foot increase in the loading. 
Either of these could result in structural failure of an existing roof, 
especially during heavy seasonal rains and winds. I think it would 
be in your best interests to get an engineering assessment of the 
roofing trusses supporting your systems. The inspectors have no 
way of knowing that you may be using fly-weight PV modules 
and racks, and low-volume solar hot water collectors. 

To get some inspector understanding on the electrical PV 
system, you might work with a local electrician. You could 
also download all of the "Perspectives on PV" articles that I 
have written for the International Association of Electrical 
Inspectors News from the Web site (www.iaei.org) and give 
them to the local inspectors. These articles will bring the 
inspectors up to speed on PV systems and the code requirements 
for such systems. You can find the new Photovoltaic Power 
Systems and the 2005 National Electrical Code: Suggested 
Practices manual at www.nmsu.edu/~tdi/Photovoltaics/Codes- 
StdslPVnecSugPract.html. 

A neat, detailed diagram showing all of your system, plus 
the code calculations and how your system meets the NEC 
Article 690 PV requirements should be of help in showing the 
inspectors that yes, PV systems are included in the NEC, just 
like receptacle outlets. 

Many PV installers around the country routinely supply 
detailed diagrams and calculations to the inspectors before they 
start any work. In more than a few cases, the inspectors welcome 
the information, do some studying themselves, and make positive 
recommendations. Good luck. John Wiles • jwiles@nmsu.edu 

Heat Pumps & Cooling 

I live in Texas and plan to build a home in the next 
several years. Although your magazine has helped me with 
planning how to orient the house, and the types of windows 
and insulation to use, I still have not found an alternative for 
cooling in the hot Texas summers. Our summers are far too 
hot and humid to use evaporative cooling. I looked into solar 
heat absorption air conditioning units only to find them to 
be far too large for a single-family home. Geothermal 
heat pumps seem like the best option so far, but still need 
substantial power to run the compressor, pump, and fan 
motor. Am I missing anything? Christopher Deines • 
cdeines@satx.rr.com 

Hi Christopher, You aren't missing anything. Ground- 
coupled (aka geothermal) heat pumps are the most efficient way to 
cool (and heat) your home using electricity. If you have a grid-tied 
PV system, then most (if not all) of the electricity consumption 
can be offset by sunshine. 
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Having said this, please pay very special attention to the 
thermal details of the home. Adding extra insulation (use at least 
RAO in the walls and R-60 in the roof) really pays off. Sheath 
the home (outside of the studs and their R-16 insulation) with 2 
inches of rigid foam (4- by 8-foot sheets). We've done this and it 
works very well. Pay special attention to windows, doors, and any 
place where air infiltration is present. Good luck and stay cool. 
Richard Perez • richard.perez@homepower.com 

Change the Status Quo 

I've just discovered Home Power, and am really impressed by 
all the information available in it. It truly is a gold mine of 
RE information. Although I can understand the magazine, 
I don't really see myself putting a plan into action anytime 
soon. Unfortunately, my background is not at all electrical 
or technical (I'm a cellist in the opera orchestra) and I have 
big RE pipe dreams. 

I live in a rather large condo complex in West Palm 
Beach, Florida. Our parking garage is about the size of two 
football fields and I'm thinking it is perfect for a grid-tied 
PV system on top. I've gotten some information from Shell 
Solar in Boca Raton, but really don't know how to approach 
such a project. Do you know anyone that would be willing 
to help me come up with a rough plan for my condo 
owners' board? 

After looking through DSIRE (Database of State 
Incentives for Renewable Energy; www.dsireusa.org), I get 
the feeling that the RE movement has a much better foothold 
in the Northwest and I would like to help change that. 
Sincerely, Benjamin Salsbury, West Palm Beach, Florida • 
benahm@earthlink.net 

Hi Benjamin, It seems like you have a great site, and your idea is 
a good one. I've seen parking structures used for PV systems before, 
like the solar carport installed by Sacred Power at the Indian Pueblo 
Cultural Center in Albuquerque, New Mexico. I hope someone in 
your area sees your letter and helps you convince the condo owners' 
board that this will be a worthwhile and cost-effective project. Linda 
Pinkham • linda.pinkham@homepower.com 

Overcurrent Protection 

Dear Editor, Batteries are still dangerous. With more and 
more utility-interactive PV systems being installed, I see 
a dangerous trend evolving where stand-alone or utility- 
interactive systems with batteries have been installed. 

The energy storage batteries in PV systems can deliver 
far higher current than almost any wire can withstand. If 
there is no appropriately rated overcurrent protection in 
a conductor between the battery and some device (charge 
controller, load, etc.), that conductor may be destroyed 
(and possibly start a fire) if it develops a short circuit. 
Short circuits happen when terminals get loose and wires 
contact nearby wires, or when insulation fails due to 
mishandling or improper installation. Please note that 
the rating of the overcurrent device must be consistent 
with the conductor ampacity. A 250-amp circuit breaker 
will not protect a #6 conductor. Devices connected to 
batteries should also have a means of disconnect, not 
only for installation and routine maintenance, but also to 



allow them to be quickly disconnected should an internal 
failure occur. 

Please install safe RE systems with appropriately rated 
and located overcurrent devices on those circuits connected 
to batteries. The life and home you save may be yours or 
someone else's. John Wiles • jwiles@nmsu.edu 

New to the Crew 

Home Power would like to welcome Kim Bowker and Jacie Gray 
to the crew. 

Kim is working with Connie Said in advertising sales and 
program development. She graduated from the Jordan Energy 
Institute in 1996 with a degree in Applied Environmental 
Technology. After graduation, she worked with Mick Sagrillo 
at Lake Michigan Wind and Sun doing everything from system 
design and sales to welding tower kits. More recently, Kim was 
operations manager with Conergy in Santa Fe, New Mexico, after 
working her way up through a variety of positions there. 




Jacie Gray is the latest and greatest addition to our customer 
service department. Jacie lives in the mountains of southern 
Oregon in a straw bale home she and her son built from the 
ground up. She is concerned about saving our remaining natural 
resources, and it is important to her to work for what she believes 
in, so working on the HP crew is a good fit. 

Welcome aboard Kim and Jacie! 
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Height Limitations on Top-of-Pole Mounts 

Dear Home Power, Thank you for your article, "How to Install 
A Pole-Mounted Solar-Electric Array: Part 1" in HP108. I 
waited with bated breath for the issue to come in the mail 
because I am going to install a few such mounts in the near 
future and had many unanswered questions. This type of 
nuts-and-bolts information is often hard to come by if you are 
not a professional. Your article contained valuable tips that 
should allow me to install my own pole-mounts successfully. 
I still have a few questions before I install, so here goes. 

In my area, a single storm can routinely dump 36 to 48 
inches of snow. Snow often builds up on the ground here 
up to 48 inches in depth. (Our design snow load here is 100 
pounds per square foot, and the peak wind speed is 80 mph, 
for 100 square feet of modules, on a 6-inch-diameter pole.) 
I feel that it would be good design, given these variables, 
to have the bottom of the panels at least 72 inches above 
the ground, so the snow that sloughs off or is removed 
will build up in a pile under the panels. Your pole and hole 
sizing for top-of-pole mounts chart states that 84 inches is 
the tallest a 6-inch-diameter pole can be above ground level. 
In fact, some major mount manufacturers recommend not 
exceeding 72 inches in height. Since the panels would hang 
about 40 to 48 inches below the top of the pole, that would 
leave their height at a mere 24 to 36 inches above the height 
of the ground in winter — they would be buried in snow. I 
have seen many photovoltaic panels pole-mounted 120 to 
144 inches above ground level on 6-inch poles, and cannot 
figure out how it is done. What causes 72 to 84 inches to 
be the height limit? Is it the thickness of pipe or the weight 
of concrete? What strategies could I use to get that needed 
height? Thanks for a great publication. Lizah Eszterhas, 
Trinity Center, California • myjavelina@hotmail.com 

Hi Lizah, The height limit imposed on -pole-mounted PV arrays 
is a function of the strength of the materials involved, the size and 
tilt angle of the array, and the force exerted by wind on the array. 
The basic idea is that as the pole gets taller, it will sway more in 
the wind. When this oscillation exceeds a certain amount, the pole 
will begin to fatigue and eventually fail, usually by breaking at 
the ground level. The size of the array figures in because the more 
square footage of modules you have, the more force will be exerted 
by the wind, causing the pole to begin swaying, and the more 
weight you have at the end of the pole, the larger the oscillations 
are going to be. Also, the closer to vertical the tilt angle is, the 
more the array will act like a sail to catch the wind. 

Going with a larger diameter pipe or a pipe with a thicker 
wall increases the amount of swaying that can be tolerated by 
the pipe. Reducing the array size, thereby decreasing the wind 
loading and the weight at the end of the pole, will decrease how 
much the pipe is affected by the wind, as will flattening the tilt 
angle of the array. 

Those are the general facts. With the information you provided 
and a few assumptions I made, I did some calculations using our 
in-house pole-top calculator. Based on the physical characteristics 
of a 6-inch-diameter schedule 40 steel pipe, I determined that 
you could have a pole height of 120 inches with 100 square feet 
of modules mounted on a UniRac PoleTop rack in an 80 mph 
wind zone, as long as the tilt angle doesn't exceed 45 degrees. 



The 120-inch pole height should put the bottom edge of the array 
close to 72 inches off the ground, depending on what size PV 
module you're using. The pipe will need to be embedded 7 feet in 
the ground in a hole 32 inches in diameter filled to ground level 
with concrete. 

So far, so good, but I see a big problem with that 100 pounds 
per square foot of snow loading. A 6-inch schedule 40 pipe at 120- 
inch height will be close to its maximum loading capability with 
just the wind pressure alone on the array. Tilting the array more 
towards vertical will dump the snow better, but if the wind picks 
up, it'll knock that big array right over. With that much snow 
loading, I don't see this scenario working very well. So my advice 
is to consider putting up two top-of-pole mounts with half the 
square footage on each. Reducing the array size to 60 square feet 
would allow you to tilt the rack to 60 degrees, which would dump 
the snow much better and help maximize your winter solar energy 
harvest too. Steve Fain, UniRac Inc. • sfain@unirac.com 

Rainfall Energy 

Has anyone researched or designed a system to capture 
rainfall energy in a residential setting? I mean the water 
from gutters, flow from roofs, and other capture devices. 
Thank you. Juanita Carlson • jcarlson@1040nh.com 

Hi Juanita, Collecting rainwater from your roof for domestic 
or irrigation use is a great idea, but the energy available from 
water flowing off a roof is very small indeed. My late colleague 
Don Kulha and I once joked that you might be able to make an 
LED flow sensor powered by a turbine in a downspout, but that 
would be all you could power. 

Let's see if our joke was right... A 1,000-square-foot roof will 
collect about 600 gallons of rainwater per inch of rain. Let's say 
it rains 1 /i inch in a 10-hour period. That's 300 gallons total or 
30 gallons per hour or 1 /i gallon per minute. Let's say the height 
from your gutters to your turbine is 10 feet. We can use a simple 
formula of head (height) times flow divided by 13 to guesstimate 
that you would get an output of 0.38 watts — 3.8 watt-hours for the 
ten hours. This is a very small amount of energy. A tiny, 1-watt 
solar-electric module will do this every day in most locations. 

The lesson is to let large areas of land collect rainwater, and then 
find places with lots of head to run a pipe down, so you can generate 
meaningful amounts of energy. Trying to make energy for your 
house using the rainfall and head on your roof is like trying to make 
energy for your house with the tiny PV module in your calculator. 
Best, lan Woofenden • ian.woofenden@homepower.com ^ 



A Clean and Quiet Revolution 



Enjoy the freedom of driving electric. 
Join the EAA today and declare your 
independence from 
high gas prices 
and imported oil. 




For more information 

visit us at http://eaaev.org AC Propulsion tzero 

ELECTRIC AUTO ASSOCIATION 



www. homepower.com 
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Three Men and a Baby! 



Introducing the "Water Baby"... 

Another breakthrough in water powered generators. 




• Brushless permanent magnet design 

• Adjustable while running 

• Operates with as little as 3 gpm 

• 12, 24, 48 volts and higher available 

Energy Systems & Design, ltd. 

www.microhydropower.com 506-433-31 51 
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PV Mounting Systems 





www.sunearthinc.com 

SwnEarlfar Inc. 
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Missing Something? 



Get all available back issues (74) for $100! 
Or, #1-99: $5.95 ea. • #100-present: $8.95 ea. 
All prices include shipping. 




Issue 109 
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Green Dream Home • PV Cost Estimate 
• PV Installation-Part 2 • DIY Passive 
Solar Heat • Natural Lighting • MPPT 
Car Sharing • And more! 




Issue 108 
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Passive Cooling Strategies • Pole Mount 
Installation-Part 1 • The Good Life • 
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Zero Energy Home • Cordwood Building 

• Making Biodiesel • Solar Hot Water 
for Beginners • Rainwater Catchment • 
Solar RV • And more! 

Issue 106 

Apr/May 2005 

Island Getaway • Grid-Tie Inverter 
Showcase • PV Design Choices • 
Ram Pump • DIY Solar Fountain • SIP 
Building • And more! 

Issue 105 

Feb/Mar 2005 

Tools of the Trade • Solar Design 
Blunders • Wind Tower Basics • 
Microhydro Intro-Part 3 • Tankless Hot 
Water • Ford Hybrid SUV • And more! 
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Dec/Jan 2005 

Solar in Brooklyn • Solar-Electric Basics 

• Green Building Top 10 • Microhydro 
Intro-Part 2 • Choosing a Fridge • Solar 
Hot Tubbing • Pedal Power • And more! 



Browse our back issues at www.homepower.com/archive 
Order online or call 800-707-6585 or 541-512-0201 
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Write for Home Rower 



We're always looking for fresh and 
inspiring new articles to publish. 
If you've got a renewable energy story 
to tell or an area of relevant expertise 
or experience, consider sharing what you 
know with other Home Power readers. 

Have an idea? We're all ears. 

Before you start writing, drop us an 
e-mail at submissions® homepo wen com 
describing what you have in mind. Floating 
your idea up front could save you a lot of 
time. If it sounds like a good fit for Home 
Power, we'll work with you to define the 
editorial, photographic, and informational 
components needed to cover the topic. 

Not a Writer? Riot a problem. 

We have a top-notch editorial staff who 
love nothing more than to make you sound 
brilliant. Don't be shy. 



For more information, see our complete 
submissions guidelines on our Web site. 

wmniif.liomepoiiifer.com/iiifriting 



ZOMEWORKSlll 

RELIABLE PASSIVE ENERGY^' ^ 



CORPORATION 

; PRODUCTS SINCE 1969 



NEW TO ZOMEWORKS TRACKERS 
THE UTRK040 

Improvements from UTR040 include: 
. Light weight for quick installation 
. Early morning wake-up fin for fast 

response 
. Dual shock absorbers for better 

stability 
. Ships partially assembled via 

UPS 




UTRK040 installation by Total 
Light & Power Pie Town, NM 



California Building 
Code certification 
available for all racks 




*NEW* UTRF168 now comes 
standard with high wind kit, 
please call for pricing 

WWW.Z0MEW0RKS.COM 
800-279-6342 



UTRF168 photo Installation by 
Miller Power and Communica- 
tions Atascadero, CA 



ENERGY VIEWER 



How Efficient Is 
Your Home? 



First Step to Renewable Energy? 

"MASTERING CONSERVATION' 



ENERGY 
VIEWER 



Pmw (Wans) 
i Daily Rb|b ft) 

*LMAZ4hrM5) 
* UHM 30 Ctays (Sj 

B CD lB 



• Affordable whole-house 
electrical monitor 

• Energy use in real time 

• Immediate impact to 
"Bill Fatigue" 

• Cut dependence on 
fossil fuels 

• Easy to read wall 
display or PC software 

• Track use by minute, 
hr, day & month 

• Energy feedback to 
act on 

• Used in green built 
construction 



Think Globally, Act Locally 

COMPLETE INFORMATION AT: 

www.uplandtechnologies.com 

UpLand Technologies, 502 Prairie Hills Dr, Dodgeville, Wl 53533 (608-930-3384) 



www. homepower.com 
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happenings 



INTERNATIONAL 

Internet courses: PV, green building & intl 
development. Solar On-Line (S6L) • 
720-489-3798 • info@solenergy.org • 
www.solenergy.org 



Internet courses: PV Design & 
Solar Home Design. Solar Energy 
International online. Info: see SEI in 
Colorado listings. 

AUSTRIA 

Mar. 1-3, '06. Wels. World Sustainable 
Energy Days. Includes conferences on 
energy efficiency, green electricity, 
renewable HVAC & more. Info: 0.6. 
Energiesparverband, LandstraRe 45, 
A-4020 Linz • 43-732-772-014-380 • 
office@esv.or.at • www.wsed.at 

CANADA 

British Columbia. BC Sustainable 
Energy Assoc. meetings at chapters 
throughout province • 
www.bcsea.org/chapters 

Calgary, AB. Alberta Sustainable 
Home/Office. Open last Sat. of every 
month, 1-4 PM, private tours available. 
Cold climate, conservation, RE, 
efficiency, etc. • 403-239-1882 • 
jdo@ecobuildings.net • 
www.ecobuildings.net 

CHINA 

Mar. 16-18, '06. Shanghai. New Energy 
2006. Intl exhibition & conference on 
China's RE goals. Info: Coastal Intl 
Exhibition Co. • 85-228-276-766 • 
general@coastal.com.hk • 
www.coastal.com.hk 

COSTA RICA 

Jan. 23-29, '06. Rancho Mastatal. RE 
for the Developing World — Hands-On. 
Solar electricity, hot water & cooking; 
biogas & other RE technologies. 
See SEI in Colorado listings. Ian 
Woofenden • 360-293-7448 • 
ian.woofenden@homepower.com 

GERMANY 

May 16-19, '06. Hamburg. WindEnergy 

2006. Intl trade fair. 

Info: www.windenergy.de 



JAMAICA 

Dec. 28, '05-Jan. 3, '06. Camp-Us— RE 
camp for teens. Discover relationships 
between energy, nature, spirit, 
technology & social diversity. Hands- 
on activities, lectures & recreation. 
Info: hareef99@yahoo.com • 
www.youthcamp-us.org 

MEXICO 

Dec. 5-9, '05. Isla Holbox, Quintana 
Roo. Understanding PV workshop. 
Design & installation of PV — stand- 
alone, grid-tie, water pumping & more. 
Ecovillage Training Center • 
970-527-4680 • ecovillage@thefarm.org • 
www.thefarm.org 

NEPAL 

Kathmandu. School of Renewable 
Energy Ltd. • 97-701-424-4003 • 
sre@nepalmail.com • www.sre.org.np 

NICARAGUA 

Jan. 2-13, '06 (again Jun. 30-Jul. 

11, '06). Managua. Solar Cultural 

Course. Lectures, field experience & 

ecotourism. Richard Komp • 

207-497-2204 • sunwatt@juno.com • 

www.grupofenix.org 

UNITED KINGDOM 
Dec. 2-4, '05. Winslow, Bucks. Self- 
build solar hot water course. 
Low-Impact Living Initiative • 
01-296-714-184 • www.lowimpact.org 



U.S.A. 

Info on state & federal incentives for 
RE. NC Solar Center • 
www.dsireusa.org 

Ask an Energy Expert. Online or 
phone questions to specialists. Energy 
Efficiency & RE Info Center • 
800-363-3732 • www.eere.energy.gov/ 
informationcenter 

Stand-Alone PV Systems Web site. 
Design practices, PV safety, technical 
briefs, battery & inverter testing. 
Sandia Labs • www.sandia.gov/pv 



ARIZONA 

Scottsdale, AZ. Living with the Sun 
energy lectures, 3rd Thurs. each 
month, 7 PM, City of Scottsdale Urban 
Design Studio • 602-952-8192 • 
www.azsolarcenter.org 

CALIFORNIA 

Jan. 13-15, '06. San Francisco, CA. 
Eco Wave 2006. Global conference on 
green architecture. Info: San Francisco 
Institute of Architecture • 
sfia@aol.com • www.sfia.net 

Areata, CA. Campus Center for 
Appropriate Technology (CCAT), 
Humboldt State Univ. Workshops 
& presentations on renewable & 
sustainable living • 707-826-3551 • 
ccat@humboldt.edu • 
www.humboldt.edu/~ccat 

Hopland, CA. Ongoing workshops 
on PV, wind, hydro, alternative 
fuels, green building & more. Solar 
Living Institute • 707-744-2017 • 
sli@solarliving.org • 
www.solarliving.org 

COLORADO 

Carbondale, CO. Workshops & online 
courses on PV, solar pumping, wind 
power, RE businesses, microhydro, 
solar thermal, alternative fuels, green 
building & women's courses. Solar 
Energy Intl. • 970-963-8855 • 
sei@solarenergy.org • 
www.solarenergy.org 

Denver, CO. Windhaven RE seminars: 
Solar & Wind Energy Basics, Biodiesel 
& Alt. Fuels, Alternative Building, 
others. Windhaven Foundation for 
Sustainable Living • 720-404-9971 • 
windhavenco@yahoo.com • 
www.windhavenco.org 

ILLINOIS 

Jan. 7-8, '06. Peoria, IL. Alternatives. 
Consumer trade show on energy 
savings, products, displays & 
seminars. Info: Events Ltd. • 
309-692-6465 • www.eventltd.org 
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RE happenings 



IOWA 

Iowa City, IA. Iowa RE Assoc. meets 
2nd Sat. every month at 9 AM. Call 
for changes. I-Renew • 319-341-4372 • 
irenew@irenew.org • www.irenew.org 

MASSACHUSETTS 

Mar. 7-9, '06. Boston, MA. Building 

Energy 2006 & Trade Show. Speakers, 

workshops & exhibitors. Northeast 

Sustainable Energy Assoc. • 

www.nesea.org 

MICHIGAN 

West Branch, Ml. Intro to Solar, 
Wind & Hydro. 1st Fri. each month. 
System design & layout for homes 
or cabins • Info: 989-685-3527 • 
gotter@m33access.com 

MONTANA 

Whitehall, MT. Seminars, workshops 
& tours. Straw bale, cordwood, PV & 
more. Sage Mountain Center • 
406-494-9875 • www.sagemountain.org 

NEW MEXICO 
Feb.-Mar. & Oct.-Nov. each year. 
Deming, NM. Intro to Homemade 
Electricity. Meets 5 Thurs. eves. 
Mimbres Valley Learning Center • 
505-546-6556 ext. 103- 
www.mvlc.us/dabccmain.htm 

Six NMSEA regional chapters meet 
monthly, with speakers. NM Solar 
Energy Assoc. • 505-246-0400 • 
info@nmsea.org • www.nmsea.org 

NORTH CAROLINA 
Pittsboro, NC. RE, biofuels, green 
building & others. Piedmont Biofuels 
Coop • 919-542-6495 ext. 223 • 
www.cccc.edu or www.biofuels.coop 

Saxapahaw, NC. Get Your Solar- 
Powered Home. Solar Village Institute • 
336-376-9530 • info@solarvillage.com • 
www.solarvillage.com 

OREGON 

Cottage Grove, OR. Adv. Studies 
in Appropriate Tech., 10-week 
internships. Aprovecho Research 
Center • 541-942-8198 • apro@efn.org • 
www.aprovecho.net 



PENNSYLVANIA 

Jun. 23-25, '06. Portage, PA. East Coast 

Alternative RE Fair. Exhibits, vendors 

& education on RE & sustainable 

living. Info: ECARE • 814-736 8818 • 

info@ecarefair.com • 

www. eca ref a ir.com 

Philadelphia, PA. Penn. Solar Energy 
Assoc. meetings. Info: 610-667-0412 • 
rose-bryant@erols.com 

TEXAS 

El Paso Solar Energy Assoc. Meets 1st 
Thurs. each month. EPSEA • 
915-772-7657 • epsea@txses.org • 
www.epsea.org 



WISCONSIN 

Custer, Wl. MREA '05-06 workshops: 
Basic, Int. & Adv. RE; PV Site Auditor 
Certification Test; Veg. Oil & Biodiesel; 
Solar Water & Space Heating; Masonry 
Heaters; Wind Site Assessor Training 
& more. MREA • 715-592-6595 • 
info@the-mrea.org • 
www.the-mrea.org irfo 



Send your renewable 
energy event info to 
happs ©homepower com 



Houston RE Group meetings. HREG 
hreg04@txses.org • 
www.txses.org/hreg 



BATTERY BOX 

VENTILATOR 

& BACK DRAFT DAMPER 

• Positive hydrogen venting 

• Stops back drafts 

• Minimal power consumption 

• Available from dealers and distributors 
across the U.S. and Canada 



THE 
POWER 
VENT 




POWER VENT 

12v&24v-$79 

48v-$104 

+ $10 S&H(cont. U.S.) 

Zephyr Industries, Inc. 
POB 52, Salida, CO 81201 
719.530.0718 
www.zephyrvent.com 
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Independent Encefly Sysiems 



Our 27sf Vfear Offgrid! 
We provide excellent service & technical support. 
Residential Power • Water Systems • Communications 
Wind • PV • Hydro • Custom Design • Installation 
All Major Brands 
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Northeast Shelter Systems 

Safe Rooms - Fallout Shelters 
Nuclear - Biological - Chemical 
Advanced Electromagnetic Pulse Protection 
www.northeastsheltersystems.com 



AUTOMAGIC BATTERY WATERING 



Do You Need Batteries?. 



RAE Storage Battery Company 

Since 1943... Quality & Service 

Surrette Solar 1, 400 Series, 
Type CH 375 - L16 

Engineered under careful guidelines 
by Dave Surrette - Family owned 
business Est. 1 935 

Gambissara Solar for export 

212-206-6344 • 115 West 27th ST, 
Room 1002, New York, NY 10001 

Newly established factory 
warehouse. U.S. Battery Co. 
Corona, CA 

860-828-6007 
Fax 860-828-4540 

51 Deming Rd., POB 8005, 
Berlin, CT 06037 






WE MAKE WATER FROM YOUR GAS 
Hydrc^w irdc^aril^lerygDS-wlahtHrjJ^ nEtmbcH&i inln-p/e 
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975 NW 95 St. 
Miami, FL 33150 
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GETTING 

STARTED 



HP's QUICK START SPECIAL is 
the fastest way to come up 
to speed on all of the latest 
sustainable technology options. 



Buy a six-issue subscription ($22.50) and we'll include 
our three most-recent back issues for just $10 more. 

and get just the start you're looking for! 










+ 


COOL - - 


+ 




homepower.com/specials • 800-707-6585 or 541-512-0201 



MAXIMUM 



ALL DAY 



LORENTZ 
ETATRACK 

systems pro- 
vide up to 50 % 
surplus energy 
output during 
summer months 
Thanks to anti- 
shadowing-technology 
especially suitable for 
solar parks. 




max. 160 sqft/15 m 2 
up to 2.5 kWp 
no light sensors 
no wind sensors 
maintenance-free 
1-axis 



LOR£NTZ 



reliable solar solutions since 1993 

Tel. + + 49 (0) 4 1 93-7548-0 www.lorentz.de 
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questions & answers 



Dueling Charge Controllers? 

I have a small, battery-based, solar- and hydro-electric 
system. I am using a Trace C60 controller and just paralleling 
the solar-electric panels and hydro. The hydro can produce 
from 25 to 150 watts depending on the available water flow, 
and the solar-electric array can produce 25 to 250 watts. 
At anything under 25 watts (1 amp), it does not charge the 
batteries — it goes to run the charge controller. 

I have not seen what the minimum power to run 
the charge controller should be in any charge controller 
specifications. Most of the time, I only get 1 amp out of the 
hydro (adds up over 24 hours)! Sometimes I only get half an 
amp from the solar-electric panels. It would be a shame to 
lose that to a charge controller. 

The C60 is not in diversion mode, so when the batteries 
are full, the hydro runs without a load, and I have to 
monitor it and stop the water flow. I would like to purchase 
an MPPT charge controller for the solar-electric array and 
use the C60 in diversion mode for the hydro. 

How are the two charge controllers going to get along 
with each other? I'm assuming that there could be problems, 
even if it is as simple as watching that I put both in the 
equalizing mode at the same time so that one charge 
controller doesn't argue with the other about the correct 
battery voltage. Does anyone have any thoughts about this? 
Thank you, James Wilson • jwilson@btg-tv.com 

Hi James, A charge controller draw of 1 amp seems like quite 
a lot. For example, the Blue Sky Energy Solar Boost 30241 s 
consumption is quite low— for a 24 V battery it draws about 0.015 
amps in standby and 0.042 amps while regulating. 

It is common for there to be more than one source charging 
a single battery, and the likelihood that there will be undesired 
interaction between charge controllers is low. What basically 
happens is that if the battery is discharged, each of the charge 
controllers delivers whatever level of power it has available. Once 
the battery becomes highly charged, whichever charge controller 
wants to apply the higher charge voltage eventually wins. 

Since one of the charger controllers in your system is a 
diversion type, you need to be certain that the diversion charge 
voltage setpoint is slightly higher than the solar charge controller 
setpoint so the diversion controller will not inadvertently dump 
solar energy. Both charge controllers should have temperature 
compensation, and the sensors should be in the same location 
so that each charge controller will see the same temperature, 
and their charge voltage setpoints will tend to track each 
other. Regards, Richard A. Cullen, Blue Sky Energy Inc. • 
rick@bluesky energy inc. com 

Hello James, The Xantrex C-series charge controllers have a 
typical total draw of 15 milliamps. You can download this and 
other specifications for the C-series controllers from Xantrex s 
Web site. The 1 amp figure you're seeing may be due to an 
inaccuracy with your metering setup. 

The addition of a small maximum power point tracking 
(MPPT) charge controller would be a good investment if you're 
planning to expand your solar-electric array in the future. You 



should definitely set up the C60 controller in diversion mode 
for the hydro. Manual regulation of system charging is not a 
good idea. Running the hydro turbine unloaded will cause it to 
operate at approximately four times its typical rpm and cause 
unnecessary wear in the bearings, and possibly destroy the turbine 
if it's left unattended for an extended period. Best, Joe Schwartz • 
joe.schwartz@homepower.com 

Monitoring a Hot Water System 

Thanks for a great publication. Are there any metering 
systems that will be able to monitor the energy produced 
by a solar hot water system? Yours in RE, Anwar Arnold • 
anwar@contisocks.co.za 

Hi Anwar, To monitor the Btu (kilocalorie) output of a 
solar heating collector, the monitor should have three inputs 
from remote sensors — fluid flow rate, cold, and hot. The good 
flow rate sensors I have used are impeller driven and installed 
inline. Sensors for temperature inputs are typically thermistors 
or thermocouples. There may be many good monitors out there, 
but the only models I have used are made by Data Industrial in 
Tulsa, Oklahoma (www.dataindustrial.com). You should expect 
to pay around US$800 to $1,000 for a well-made thermistor input 
monitor and three sensors. I hope this helps, Chuck Marken • 
chuck. marken@homepower. com 

Hydro Troubleshooting 

I am looking for help in solving a problem that I am having 
with my hydroelectric system. The spring-fed system has 
a 1,300-foot-long PVC pipeline (4 inch reduced to 2 inch) 
buried 4 feet deep, with about 112 feet of head. 

The problem is a buildup of calcium-limestone from 
the hard water that we have in this area. This buildup has 
reduced the diameter of the interior of the pipe and has 
increased friction. This has cut the electric output from 15 
amps to 2 amps over the last eight years. Have you dealt 
with this problem or do you know of someone who has? 
Any ideas? Any help would be appreciated. Sincerely, Mark 
Jungst • jungstb@libby.kl2.mt.us 

Hi Mark, If I understand your system, you have 1,300 feet of 
pipe and 112 feet of head, with some pipe being 4 inch and some 
being 2 inch. About eight years ago your hydro was putting out 
about 15 amps at 12 volts (180 watts) and now it is producing 
about 2 amps at 12 volts (24 watts). How much water do you 
have available? How much is going through the turbine? How 
much of the pipe is 2 inch and how much is 4 inch? What turbine 
do you have? 

My guess is that the problem is something other than the 
inside diameter of the pipe, for two reasons. Except for hot water 
sources or hot water use, we seldom see much buildup on the 
inside diameter of pipes. But more important, assuming your 
turbine efficiency is 50 percent, water-to-wire, with 112 feet of 
head and 4-inch pipe with 17 gpm, you could produce about 
180 watts and only lose 0.3 feet of head to friction. With 17 gpm 
and 2-inch pipe, you would lose about 8 feet of head to friction 
and reduce your output to 167 watts. With 1.5-inch pipe and 



120 



home power 110 / december 2005 & January 2006 



Q&A 



17 gpm, you would lose about 34 feet of head and reduce output 
to 126 watts. Your output has dropped off much more than can 
be accounted for by a reduction in inside diameter of your entire 
pipeline to 1.5 inches. 

The first thing 1 suggest is to measure the water pressure at 
the pipeline just up a little way from the turbine. Measure the 
static pressure first with the turbine shut off, and then measure 
the dynamic pressure with the turbine running. This will tell you 
how much gross head the pipeline has, and how much friction 
there is when the turbine is running. If the static pressure is low, 
something is wrong with the pipeline. If the static pressure is high 
and the dynamic pressure is low, there may be a high spot in the 
pipeline with an air pocket in the line. 

There may also be some problem with the turbine. If you 
measure the dynamic pressure of the water and then measure the 
amount of water flowing through the turbine, you can calculate 
the actual efficiency of the turbine and determine whether the 
turbine is operating as it should. I expect about 50 percent 
efficiency with most DC turbines. 

There is an outside chance that you have too much water. 
How much water is available? If the nozzles are too large and too 
much water is flowing through the pipe, friction losses may be 
overwhelming the power. If most of the pipe is 2-inch, and you 
have more than 40 gpm available, increasing the flow will actually 
decrease the power output. If most of the pipe is 4-inch, you should 
be able to push the flow to 200 gpm or more before decreasing 
power output. 

I would be glad to review this project with you more if you 
like. Knowing the length of the 4-inch pipe and length of the 2-inch 
pipe would help. It would also be good to know how much water is 
available. And finally, pressure gauge readings are an important 
first step for most diagnostic work. If you do not have a pressure 
gauge, I can describe how and where to install one. Lee Tavenner, 
Solar Plexus • solplex@montana.com 

Electric Radiant Heat 

Hi y'all, I just subscribed to Home Power not too long ago 
and I love it. There is so much to learn. One thing I need 
to learn about is radiant heat. We are doing a remodel 
and maybe a new addition, and I would like to put in 
radiant heat. I'm not too wild about all the components 
and maintenance required for a hydronic system, but I'm 
also not too thrilled with using more grid electricity for an 
electric setup either. I have read in a few places that solar 
electricity and resistance-type heating are not a good match. 
However, I noticed that at least one manufacturer of electric 
radiant heat products has a low-voltage system. Would 
this be compatible with solar electricity? I've submitted 
this question to the manufacturer, but I haven't received 
a response yet. I've also done a search of the articles on 
your Web site, but I haven't come up with anything that 
addresses this situation. Can you help? Thanks for your 
reply, Peter Chevalier • pjchev@lightpower.net 

Hi Peter, Your first move in your remodel should be to 
incorporate passive solar design features if possible, and super 
insulation. These will give you the most bang for your buck. 

In the past, my advice would have been that solar electricity 
and heating are unquestionably not a good match because of the 



high cost of the generating equipment. Renewable energy experts 
usually advise to shift all heating loads to other fuels— frequently 
to propane for cooking, heating water, and heating space. More 
recently, some solar-electric systems have been designed to carry 
some heating loads, especially with the advent of net metering, 
which allows you to "bank" energy on the grid in the summer and 
"draw" from it in the winter. 

A 6 KWPV system was recently installed in my neighborhood, 
with the intent of generating the energy to offset electrically heated 
radiant floor heat for a weekend home. I'm waiting to see how the 
design works, but I think it has some promise. Make no mistake — 
the initial investment is high, and a solar thermal system may 
have been a better investment. But this owner /designer wanted 
to try this approach, and it will be interesting to see the results. 
Note that a low-voltage system will probably not help you. Energy 
is energy — there's no free lunch with low voltage. Sure, you may 
avoid the inefficiencies of having an inverter involved, but the line 
losses with low voltage might be much higher than that. Best, Ian 
Woofenden • ian.woofenden@homepower.com 



Solar Panels * WindTyrbine* - DC Lighting 
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BZ Products Model MPPT500 

500 watt 45 amp Maximum Power Point Solar Control 

• Boost charge current up to 30% 

• Up to 45 amp output current 

• Microprocessor control 

• 95 % efficacy 

• 500 watt PV input 

• Universal PV input 12 to 48 volts 

• 12, 24 or 48 volt output 

• Digital metering 

• PWM float control 

• Battery temperature sensor standard 

• Five year warranty 

• Made in U.S.A. 




BZ Products, Inc. 

314-644-2490 • www.bzproducts.net • bzp@bzproducts.net 
7614 Marion Ct., St. Louis, MO 63143, USA 
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HYDROELECTRIC SYSTEMS: Pelton 
and Crossflow designs, either 
complete turbines or complete 
systems. Assistance in site evaluation 
and equipment selection. AC Systems 
for standalone or grid interconnect 
operation. Manufacturing home and 
commercial size turbines since 1976. 
Send for a free brochure. Canyon 
Industries Inc., P.O. Box 36 HP, 
Deming, WA 98244, 360-592-5552. 
e-mail: citurbine@aol.com web page: 
canyonhydro.com • HP11002 



HELP WANTED BUILDING PASSIVE 
SOLAR Cement Domes Learn to build 
your own- Housing also provided 
www.2BbyD.com • HP11003 



C0S0LAR.COM discount prices from 
Colorado Solar Electric. OutBack 
Inverters in stock 1-800-766-7644 • 
HP11004 



SINGLE AND DUAL AXIS SOLAR 
TRACKER CONTROLS up to 48V and 
5A output, www.theanalogguy.com • 
HP11005 



SURPLUS INDUSTRIAL BATTERIES: 
Save up to 70% on unused military and 
industrial batteries. Many types and 
sizes, super H.D. Factory crated. Also 
chargers, wind and solar equipment, 
new and used. D.P.S.D. Inc. 3807 W. 
Sierra Hwy. #6, Acton CA 93510. 
661-269-5410. Fax 661-269-3601. • 
HP11006 



DVDs AVAILABLE: NEW- "ELECTRIC 
CAR CONVERSIONS," "Guerilla 
Solar Install," "Intro to Solar Power," 
"Intro to Solar Pool Pumps," "Solar 
Installation" www.igotsolar.com • 
HP11007 



ECOMALL: The largest environmental 
portal of earth-friendly companies 
and resources. Renewable energy 
companies, news and information. 
www.ecomall.com. To advertise, call 
845-679-2490. • HP11008 



LARGE GAS REFRIGERATORS 12, 15 
& 18 cubic foot propane refrigerators. 
15 cubic foot freezers 800-898-0552 
Ervin's Cabinet Shop, 220 N County 
Rd. 425E., Areola, IL 61910 • HP1 1009 



XXXXXXXXX UNI-SOLARXXXX 
XXXXX 64 Watts $359 XXXXXXX 
M55 Siemens panels $260/SQ 80 
watts $350. New 1500 AH Absolight 
12V batteries $1900. TraceX SW5548 
$2450. Ex 2KW inverter SB $850. 
Buy, sell New/Used 760-949-0505 • 
HP11010 



HONDA GENERATORS - 1000 to 10,500 
watts. Fast shipping and great prices! 
www.hayesequipment.com 
1-800-375-7767 • HP11011 



DC SUBMERSIBLE WELL PUMPS. 
Complete, ready to install. $187 
includes IMMEDIATE FREE SHIPPING. 
Visit www.nemosolar.com or call 
1-877-684-7979 • HP11012 



I AM A SOLAR WHOLESALER looking 
for retailers to carry my solar electronic 
and hobby goods. Phone # (916) 486- 
4373. Please leave message. • HP11013 



TRINIDAD COLORADO: Get more 
out of life and your money with this 
active/passive, 2000 SF home, 2bedr 
1 & 1 3/4 baths on 40 private acres. 
Built in 2003. $350,000. This and more 
solar-powered homes can be found at 
www.SolarRealty.net. (970) 728-3205, 
1-800-571-6518. The worlds only Solar- 
powered real estate office, John Janus, 
Broker • HP11014 



EDTA RESTORES SULFATED 
BATTERIES. EDTA tetra sodium 
salt, $12/lb. plus $5 S&H for 1st lb. 
plus $1 S&H for each additional lb. 
Trailhead Supply, 325 E. 1165 N., 
Orem, UT 84057, (801) 225 3931, email: 
trailheadsupply@webtv.net, info, at: 
www.webspawner.com/users/edta. • 
HP11015 



AFFORDABLE-SOLAR.COM Grid Tie 
- Off Grid. Solar Panels, Inverters, 
Energy Efficient Appliances, Friendly 
Knowledgeable people, Fair Prices. 
Look us up on the web at 
www.Affordable-Solar.com or call Toll 
Free 1-800-810-9939 • HP11016 



SOLAR HEATERS FOR SALE! Get 
free heat from the sun for your home, 
office, garage, etc. Visit us today at 
www.hotboxsolar.com or by phone 
at 1-607-481-0992. HotBox Solar. 263 
Glenwood Ave. Elmira Heights, NY. 
14903 • HP11017 



VARI-CYCLONE: DC powered ceiling 
fan, 40% more airflow with no increase 
in power consumption. For more 
info contact RCH Fanworks, the #1 
manufacturer of DC powered ceiling 
fans, 2173 Rocky Crk. Rd. Colville, 
WA 99114 PH: 509-685-0535, email: 
info@fanworks.com, Web: 
www.fanworks.com, Dealer inquiries 
welcome. • HP11018 



SURVIVAL UNLIMITED.COM - 
Emergency Preparedness & Survival 
Supplies. Wind Power from 439.00+. 
Many great products & prices! 
1-800-455-2201 

www.survivalunlimited.com • HP11019 



WWW.EARTHTOYS.COM - Online 
library and emagazine all about 
alternative energy systems and 
equipment • HP11020 



50+ Custom MICROHYDRO TURBINE 
sizes in stainless or plastic, brass 
nozzles 5-29mm, arbors, site study 
tools, www.H-Hydro.com • HP1 1021 



SOLAR HOT WATER SYSTEMS - 
MANUFACTURING - SALES - SERVICE 
- WIND - WATER - SOLAR - BIODIESEL. 
Dealer Inquiries Welcome. Trimline 
Design Centre Inc 6772-99 Street 
Edmonton AB CAN T6E 5B8 
780 466-9034 

www.trimlinedesigncentre.com • 
HP11022 



SOLAR CELLS New 5" monocrystal 
50 per pack - 125 watts $150.00 make 
your own solar panels email for specs: 
none1120@juno.com • HP11023 
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Readers 1 
Marketplace Rates 

Rates: 250 per CHARACTER, 
include spaces & punctuation. 
$20.00 minimum per insertion. 
All Readers' Marketplace ads 
are published in both the print 
and Web versions. Please send 
a check or Visa, MasterCard, 
American Express, or Discover 
card data with ad. Please, no 
money orders. We do not bill 
Readers' Marketplace ads; they 
must be paid for in advance of 
publication. Your cancelled check 
or credit card bill is your receipt. 

Submit your ad by: 

• E-mail: (preferred) 
readersmarketplace@ 
homepower.com; 

• Fax: 541-512-0343; 

• Phone: 800-707-6585 or 
541-512-0201 

Help us prevent fraud! Home 
Power Readers' Marketplace ads 
from individuals must supply serial 
number(s) for equipment being 
sold. Businesses must supply 
published phone number(s) and 
a physical address. While Home 
Power is doing everything we can 
to prevent fraud, we can assume no 
responsibility for items being sold. 



OVERCOME YOUR ENERGY 
DEPENDENCE WITH SOLAR. 
COMPLETE SELECTION of reliable 
solar energy products for everyday 
living. Just about anything using 
electricity can be solar powered-cost 
efficiently. Free catalog. 
www.DiscoverPower.com 
858-581-0051 Or 800-842-5678. 
Discover Power • HP11024 



40% OF STOCK AVAILABLE TO 
QUALIFIED BUYER FOR PURCHASE OF 
OUTBACK POWER SYSTEMS located 
in Arlington, WA. Interested parties 
may contact robin@midnitesolar.com 
or bgudgel@eskimo.com Phone 
425-374-9060 • HP11025 



WANT TO LIVE RENT-FREE - anywhere 
in the world? There are empty 
homes in every state and country, 
and property owners are looking for 
trustworthy people to live in them as 
property caretakers and housesitters! 
The Caretaker Gazette contains these 
property caretaking/housesitting 
openings in all 50 states and foreign 
countries. Published since 1983, 
subscribers receive 1,000+ property 
caretaking opportunities each year, 
worldwide. Some of these caretaking 
and housesitting openings also offer 
compensation in addition to the free 
housing provided. Short, medium 
and long-term property caretaking 
assignments are in every issue. 
Subscriptions: $29.95/yr. The Caretaker 
Gazette, PO Box 4005-E, Bergheim, TX 
78004. (830) 336-3939. 
www.caretaker.org • HP11026 



ONAN - GENERAC GENERATOR Parts 
& service - discount pricing 
406-761-7200; 866-761-7200 • HP11027 



40 KW WIND TURBINE 3 phase 240 
volt $21,000. Jason 1-877-724-1488 • 
HP11028 



NEW! BRIEFCASE SOLAR PANEL 
13Watt 12V ready to use. Comes with 
12V male and female cigarette lighter 
style plugs, and alligator battery clips. 
With built-in diode. Dimensions: 20.07" 
x 14.76" x 1.57" $225.00 Call 800-686- 
1310 Free shipping in continental US. 
illusionspinners.com • HP11029 



24 V CFL BULBS, COIL TYPE - 
Daylight/6400 k 15 watt-$15.00 + 
ship, 120 VAC 45 LED bulbs- par type 
- $39.00 + ship. Excellent quality. 
Penobscot Solar, 569 Back Ridge Rd, 
Penobscot, ME 04476 (207) 326-0779 • 
HP11030 



ENGINEERING SOFTWARE PROVIDES 
ENERGY CONVERSION SYSTEMS 
SOFTWARE. Free material is available 
at http://members.aol.com/engware • 
HP11031 



THEWATT.COM Join the energy 
discussion. Share your ideas, thoughts 
and keep informed. Energy and the 
environment deserve your respect • 
HP11032 



LOOKING FOR PROPOSALS to build 
a factory to assemble proven product 
for PV panels in West Indies e-mail: 
jeangauval@yahoo.com • HP11033 



GENNYDEECEE GENERATOR, Model 
100-12 Brand new never used, a 
clean and quiet propane generator. 
100A@12v/50A@24v. 6.5 hp honda, 
$1200 - Rick @ 303-964-8770 (denver 
area) • HP11034 



MICRO-SINE INVERTER (100W, 60HZ). 
Grid connect 24V solar. Best offer. 
andrewps@island.net • HP11035 



INVERTER/CHARGERS. Modified 
sine wave. Excellent quality & price. 
Ranging from 1000Wto 6000W. Ready 
to be shipped. 

corporate@instant-energy.com or 
(954) 888-6619 • HP1 1036 



OMNION 2KW+4KW INVERTERS, 
Line-tie or Sine wave. 2x220VDC 
input, 120VAC output. 10 years old, 
never used. $500 OBO. 707-923-3507 • 
HP11037 



VOLTSRABBIT KIT FOR SALE new 
in unopened crate. Retails for $7. 8k 
- asking $5k, will ship, you're satisfied 
or full refund 325-942-1052 eves • 
HP11038 



ULTRA LOW ENERGY COOLING WITH 
SOLAR CHILL: Solar Evaporative 
Coolers for Dry Climates, 12,24,48 VDC, 
ONLY 25-175 Watts! Call 520-885-7925 
SOUTHWEST-SOLAR.COM • HP11039 



INTERNS WANTED AT SOLAR 
ENERGY INTERNATIONAL Looking 
to change your career & want to take 
SEI workshops? We need experienced, 
qualified interns to trade for partial 
tuition starting in Nov 2005 for the 
2006 Renewable Energy Education 
Program. From marketing to 
installations, SEI needs you! Details at 
'Work-Trade' section on our website @ 
www.solarenergy.org • HP11040 



LEARN THE TRUTH ABOUT WHAT 
YOUR CELL PHONE IS DOING TO 
YOUR HEAD and take some simple 
steps to use it more safely. Call 
1-877-822-4410 ext 8338 now for 
Free Report 

www.freepower.radiationreport.com • 
HP11041 



www. homepower.com 



123 




directory 



Do you want a renewable energy system, but don't want to install 
it yourself? You deserve a system that meets your expectations and 
budget! A renewable energy professional will design and install a safe, 
code-compliant system, and offer you service and support after the sale. 
Check out the state-by-state installer listings below. 

Home Power does not guarantee the quality provided by the businesses listed below — 
please shop carefully, request references and certifications, and compare. 



Arizona 

Generator Solar & Wind Power Systems Design, 

Sales, installation & maintenance. Off-grid & grid-tied, prime 
www. power or back-up. Complete systems, hybrid systems, or sub 
gswpowersystems sys tems & components. We can do it. Covering all of Arizona 
& dedicated to helping all present & potential customers. 
Ralph Odonal, license # ROC203166. (928) 639-2297, (928) 300- 
4067, altpwrsys@hotmail.com 



Good Power Company, Stand Alone or Grid Tie 
systems for homes, business, solar wells and outdoor 
lighting. Solar, wind and motor generator systems. Licensed 
contractor serving ALL of Arizona. Remote home specialist! 
Free estimates. Call Dave Haycock for prompt courteous 
design, sales, installation and service. (520) 560-3856, 
espdave@hotmail.com. References. ROC195768 



IDC Solar Exclusive products like the Guy- wireless Wind 
Tower, the Modular Wiring Unit and the Automatic Battery 
Watering System, make IDC Solar's renewable hybrid energy 
O I o Y s y stems advanced, to code, and worry free. We are licensed 
* ^ ■ for all commercial and residential renewable energy devices. 
We install both locally and nationally. 1 (928) 636-9864 





California, cont. 

Electron Connection Licensed in CA and Oregon. 
NABCEP Certified installer. Serving northernmost California 
and southern Oregon. PV, wind, microhydro installs. (800) 
945-7587 email: bob-o@electronconnection.com, www. 
electronconnection.com 



Empower Energy, Southern CA. We design, sell, install, 
& service high quality residential & commercial solar, wind, 
— [1 [j— & hydro systems. Specializing in grid-tied & remote stand 

R alone systems in any part of CA. Make renewable energy a 
part of your home, ranch, or business. Lie. in CA since 1995, 
(#711993). Cert. SMA & Sharp installer. 818 222-8700, toll free 
800 494-2366, EmpowerEnergy.net, Info@EmpowerEnergy.net. 



Feather River Solar Electric Bill Battagin of 

Taylorsville has been designing, installing and servicing 
renewable energy systems since 1982. PV, micro-hydro, 
hybrids; grid intertie or stand alone systems. CA Elect.l Lie. # 
681552, Outback Cert. Tech. We live and work with RE. 
Serving Plumas, Lassen, Sierra, Butte Cos. 530.284.7849 
frenergy@psln.com, www.frenergy.net 
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Northern Arizona Wind & Sun, of Flagstaff, 
Arizona, has designed and installed thousands of solar 
electrical systems since 1979. Call or email us for a design 
quote for Residential Utility Tie, Remote Home, Water 
Pumping, or Telecommunication System at 800-383-0195, 
email windsun@wind-sun.com, or visit our website at http:/ / 
store.solar-electric.com/ index.html. Licensed #ROC 089239. 

California 

Aero Electric is a full service, turn-key, res.& comm. solar 
electric contractor. We design, install, & handle all necessary 
CEC, utility forms and contracts. Quality installations are 
backed by 32 years electrical experience. Approved by the 
League of California Homeowners (www.homeowners.org) 
& Better Business Bureau (www.midcalbbb.org). Free site 
analysis & brochure. (866)711-ACRO • www.acroelectric.com 
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Independent Energy Systems, Serving the 
Santa Cruz /Monterey Bay Area. We specialize in design, 
installation and sales of residential/ commercial PV systems. 
Our mission is to provide our friends in the community an 
opportunity to become part of the future in renewable energy. 
We are based in Santa Cruz, we love what we do and it shows 
in our work! Ph: 831-477-0943 or visit www.iesolar.com 



Offline Independent Energy Systems, Since 1983. 
An electrical contracting co., we specialize in utility intertie 
(with state rebate & net metering) & off grid systems. Owned 
& operated by Don & Cynthia Loweburg in Central CA East 
of Fresno. Don Loweburg NABCEP Certified Installer. POB 
231, North Fork, CA. 93643, (CA lic# 661052) ph 559 877 7080, 
fx 559 877 2980, ofln@aol.com www.psnw.com/ -ofln 
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Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design /build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 



Owens Electric & Solar, Providing quality power 
solutions since 1964. Full range of energy conservation & 
turnkey services including efficiency upgrades & PV solar 
system installations for residential & commercial applications. 
■= Licensed, bonded, certified, & insured C-10 Electrical 

Contractor (#464389) serving northern CA. 1-877-57-SOLAR. 
inf o@owenselectricinc. com www. owenselectricinc .com 
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Carlson Solar, has been serving Southern CA since 
1988. We are a licensed, bonded, and insured solar-electric 
installation company, specializing in both grid-tie and off-grid 
systems. We are NABCEP certified and take great pride in our 
excellent customer service. Saving the environment one house 
at a time. Call toll-free 1-877-927-0782 or visit us at 
www.carlsonsolar.com 



Cobalt Power Systems Inc. is a full-service, licensed 
installer of PV systems in the SF Bay Area. We offer free 
consultations, detailed proposals, professional system design 
, by an electrical engineer, expert installations, and competitive 
pricing. We handle all the paperwork for the client, and we 
oversee all inspections. Please contact us at 650-948-9574 or 
www.cobaltpower.com. 




Solar Wind Works specializes in consultation, 
sales, design, service, & installation of complete RE 
systems. US Distributor for Proven Wind Turbines. 
We supply all components. Grid-connected or grid- 
independent. Truckee, CA 530-582-4503, 877-682-4503, 
NABCEP Certified Installer. CA Contractor's Lie # 796322 
chris@solarwindworks.com, www.solarwindworks.com 

Canada 

Energy Alternatives has been serving Canadians for 
over 20 years. A licensed electrical contractor (BC Lies # 
86683) with professional installers throughout Canada. Expert 
consultation & design services, turn-key installed systems 
or DIY packaged system kits. Extensive inventory for fast 
delivery. Visit www.EnergyAlternatives.ca, Call 
1-800-265-8898. Canadian dealer inquiries welcome. 
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Colorado 

Burnham-Beck & Sun, Solar & Wind Energy Systems. 
Located in Fort Collins, Colorado, we make site evaluations, 
system designs, and installations in Northern Colorado, 
Southern Wyoming. We drop-ship equipment anywhere in 
the US. Retail products include PV modules, wind turbines, 
inverters, batteries, efficient appliances. 970-482-6924. mailto: 
BurnhamBeckSun@aol.com. www.burnhambeck.com 



Namaste Solar Electric Inc., designs, sells, installs & 

services residential & commercial solar electric systems; over 
10 years experience. Grid-tied & stand-alone systems in CO 
& neighboring states. We live with the technologies we sell & 
we stock our home-tested products. Our guiding principles: 
People, Planet, Prosperity. (303) 447-0300 Fax (303) 443-8855 
www.namastesolar.com ray@namastesolar.com 




Planetary Systems, Inc. In business 10+ years. 
Sales/design/installation of complete RE electrical, water & 
hydronic heating systems. Our patented RE "Power Package" 
simplifies installation & reduces costs. Can be shipped 
nationwide & installed locally. CAD schematic system 
drawings /technical support provided. Xantrex Certified 
Dealer. Phone (406) 682-5646, www.planetarysystems.com 

Nevada 

Alternative Energy Solutions, Reno, Nevada. We 
design, sell, install and service PV, wind, off grid and grid tie 
RE systems, Nevada State Licensed and Bonded Contractor, 
NABCEP PV Certified Installer. Xantrex / Trace Authorized 
Service Center, Xantrex Certified Dealer, Outback Factory 
trained field service technicians and Certified Uni-Solar field 
laminate installer. 775-857-1157 toll free 1 -866-49 1-SOLR 



Solar Solutions Ltd. provides photovoltaic, wind & 
hybrid power systems & components for stand alone systems, 
grid tied, RV's & remote water pumping. Committed to 
providing the highest quality service & customer satisfaction. 
A proud member of Colorado SEIA and a lifetime member of 
the Colorado RE Society and ASES. Xantrex Certified Dealer. 
888 44solar or 888 447-6527 www.solarsolutions.com 

Connecticut 

Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design /build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 

Florida 

ECS Solar Energy Systems (tel) 352-377-8866 www. 
ECS-solar.com / tom@ECS-solar.com We service FL, the 
Caribbean and the Southeastern U.S. FL's first solar contractor 
since 1977. Solar pool heating, hot water, and electric systems 
-commercial & residential. Solar lie. # CVC056643 Florida 
state certified for "grid-connected" systems. Contact us now 
to receive a free solar informational booklet. 

Idaho 

Creative Energies Eastern Idaho's premiere full-service 
RE company. Solar & wind power for remote cabins, homes & 
ranches, utility grid-tied solar & wind power, solar hot water 
& heating, solar water pumping & passive solar home design. 
We custom design a system that fits your needs & budget. 
Trace certified dealer. Phone/fax: 208-354-3001 toll free 866- 
332-3410 info@cesolar.com • www.cesolar.com 

Mexico 

SC Solar designs /installs PV systems — residential, US 
military, solar lighting, water pumping, traffic management 
power systems. Solar thermal & micro hydro. Custom UPS 
systems for off grid. Installation area: NC, SC, VA, GA, TN, 
& Mexico. For more info & credentials: 803-802-5522 www. 
scsolar.com CCR# & Cage Code #1SLJ5. 

Michigan 

Backwards to the Future Ltd, installing, designing 

and supplying solar equipment since 1986. OEM supplier of 
evacuated tube heat pipe technology for DHW & hydronic 
heating. Systems building integration by joint venture with 
registered architect. State licensed residential builder & solar 
mechanical contractor. POB 409 Fennville MI 49408 
tel: 269 2366179 email: info@BTFsolar.com www.BTFsolar.com 

Minnesota 

Innovative Power Systems: The leading provider of 
solar-electric & solar thermal systems in the Twin Cities. IPS 
sells, designs, installs, & services solar systems. 2 NABCEP 
Certified Installers on staff. Since 1990, we have been helping 
homeowners, businesses, and community organizations make 
the transition to clean, ubiquitous energy, www.ips-solar.com. 
612-623-3246. info@ips-solar.com 

Montana 

Oasis Montana Inc: Designs, sells, & installs renewable 
energy power systems in North America and also offers 
efficient and gas appliances. Our engineer Dan Healy is a 
NABCEP Certified Installer. Toll-free: 877-OASISMT or 877- 
OASISPV. Web sites: www.oasismontana.com, 
www.grid-tie.com, www.PVsolarpumps.com. E-mail: 
inf o@oasismontana .com 
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Solar Unlimited, Inc. serves Nevada's Renewable 
Energy design, sales, service, and installation needs, including 
PV, wind, net-metering and off-grid systems. We are 
authorized dealers for Solarwall, Gillette, Xantrex, Outback, 
African Wind Power and more. Licensed and insured. Call 
toll free 866-SOLAR99 or visit www.solarunlimited.net. 



Solar Wind Works specializes in consultation, 
sales, design, service, & installation of complete RE 
systems. US Distributor for Proven Wind Turbines. 
We supply all components. Grid-connected or grid- 
independent. Truckee, CA 530-582-4503, 877-682-4503, 
NABCEP Certified Installer. NV Contractor's Lie # 59288. 
chris@solarwindworks.com, www.solarwindworks.com 

New Hampshire 

Sunweaver Incorporating innovative technologies 

for power, water and heat. Encouraging knowledge and 

direction towards resource responsible solar living. Installing 

in New England and the Caribbean since 1985. www. 

sunweaver.org. mailto: info@sunweaver.org 

603-942-5863 Showroom hours: Monday-Saturday llam-6pm 

New Jersey 

Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design /build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 

New Mexico 

Direct Power and Water Corp designs, engineers 

and professionally installs turn-key solar electric systems for 
remote homes /log cabins, commercial, telecommunication, 
and water pumping applications. Our staff Design Engineer 
Daniel Duffield & Master Electrician EE98J Dave Hammack 
have over 30 years experience and live by PV. References 
provided. Contact us @ (800)260-3792 www.directpower.com 



Positive Energy Inc. High quality renewable power 
systems. Licensed, bonded, and insured electrical contractor 
serving Santa Fe and northern NM. Owner Allan Sindelar 
is NABCEP certified and is a certified dealer /installer for 
Xantrex, Outback, and Sunnyboy. 505 424-1112. 
E-mail: info@positiveenergysolar.com. 
Website: www.positiveenergysolar.com 



Remod Solar Service Solar Heating Specialists for over 
27 years with thousands of happy customers. Installation, 
design & repair. Licensed NM Electrical, Plumbing and 
HVAC contractor. Solar space heating, solar water heating, 
radiant floor integration and solar pool heating. Old and slow 
but at least we're expensive. Remod Inc. Albuquerque Lie. # 
26528 (505) 247-4522 chuckmarken@qwest.net 

New York 

Akeena Solar is the nation's largest residential solar 
electric installer with two NABCEP-Certified PV Installers on 
staff. Our design /build services coupled with our complete 
financial analyses, based on actual site conditions, support 
our growing list of satisfied customers in making the switch 
to clean reliable energy. Serving CA, NJ, MA, RI, CT, & NY. 
Visit www.akeena.net or call 888-akeena-8 
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New York, cont. 

Suntric Renewable Electric Systems, Experienced, 

qualified installers of photovoltaic, wind, and micro- 
hydro stand alone systems. Located on the western end 
of the Adirondack Park in northern New York State. Site 
evaluations, design consultations, sales and service. Off grid 
since 1976. Edwin & Pamela Falk, 6920 Abbey Road, Lyons 
Falls, New York 13368 • 315-348-6893 



Solar & Wind FX Inc. NY's only Off-grid Design & 
Training Center, where a client can see the latest RE & Green 
building technologies. A family owned, full service company 
focusing on Western NY that provides site evaluation, design, 
installation & the all important, service after the sale. Member 
of NESEA & NYSEIA, SEI alumni & a NYSERDA installer. 
585-229-2083, solarandwindfx.com 

North Carolina 

Solar Village Institute, Inc.NC's premier solar, wind, 
micro-hydro dealer-installer-educators. Off-grid since 1992. 
Top quality, pro work, guaranteed. NC, SC, VA, GA, AK. 
Specializing in Wind/Solar hybrid off-grid systems. New/ 
remodels. Christopher W. Carter, Pres. SEI alumni, Xantrex 
Cert, dealer. David Del Vecchio, installation manager. 
www.solarvillage.com, chris@solarvillage.com, 800 376 9530 

Ohio 

REpOWer Solutions: Northeast Ohio's renewable 
energy provider for home and business. Design, 
installation, and education for PV and wind systems. 
NABCEP Certified Installer. Xantrex Certified Dealer, 
e-mail: power@repowersolutions.com. Website: www. 
repowersolutions.com. P.O. Box 91992, Cleveland, OH, 44101. 
216-402-4458. 



Third Sun Solar & Wind Power, Ltd. is Ohio's 
leading renewable energy contractor. Complete design and 
installation of off-grid, utility tied, PV and wind systems 
in OH, KY, IN, IL, MI, PA, WV. Owner Geoff Greenfield is 
NABCEP Certified Solar PV Installer. We are committed to 
excellent customer service & the highest quality systems. 
www.third-sun.com. (740)597-3111. 

Oregon 

Electron Connection Licensed in CA and Oregon. 
NABCEP Certified installer. Serving northernmost California 
and southern Oregon. PV, wind, microhydro installs. 
(800) 945-7587 email: bob-o@electronconnection.com, 
www.electronconnection.com 



Texas, cont. 

North Texas Renewable Energy Inc. North Texas' 
NTRFI w premier solar and small wind energy service. Complete 
^> system design and installation. Available service contract 
Independence-Reliability-Conservation. Jim Duncan 
answers@NTREI.com 817.917.0527 

Utah 

Solar Unlimited, Inc. Southern Utah's leading design, 
sales, service and installation professional for all your 
alternative and Renewable Energy needs, including PV, wind, 
net-metering or off grid systems. We are authorized dealers 
for Solarwall, Gillette, Xantrex, Outback, African Wind Power 
and more. Licensed and insured. Call toll free 866-SOLAR99 
or visit www.solarunlimited.net. 

Vermont 

Vermont Solar Engineering has provided the 
finest in renewable energy throughout New York and New 
England, since 1991. We design, install, and support solar 
electric, wind electric, and solar hot water systems. 
K. Herander, NABCEP™ certified installer. Xantrex Certified 
Dealer. NYSERDA eligible installer. Vermont Solar and Wind 
Partner, www.vermontsolar.com 1-800-286-1252 

Virginia 

Dunimis Technology Inc. Providing alternative 
energy systems since 1992. NABCEP certified solar 
technicians on staff. We specialize in the more demanding 
upscale off-grid residential & commercial installations. 
Installations completed in ID, TX, PA, NJ, NC, VA, and WV. 
P.O. Box 10, Gum Spring, VA 23065, Phone 804-457-9566, 
jryago@wwjv.net., www.pvforyou.com 

Washington 

Mr. Sun Solar: Since 1980, the Northwest's leading 
solar installer. Over 1,200 projects including solar hot water, 
solar pool heating, solar attic fans, and on- and off-grid PV 
systems. Dealer for Sol-Reliant™, The Solar Water Heater 
Built to Last - OG-300 and Bright Way™ approved. Phone: 
(888) SOL-RELY (888-765-7359). Web: www.MrSunSolar.com 
and www.SolReliant.com 
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Power Trip Energy Corp. "Craft Your Personal Energy 
Policy" Full service electrical contractors specializing in 
solar installations in Western Washington. Design & install 
grid-tied and off-grid, beautiful and practical PV projects for 
residential, commercial, & municipal clients in the greater 
Puget Sound Region, www.powertripenergy.com (360) 643- 
3080. info@powertripenergy.com, WA LIC# POWERTE964JN 
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Mr. Sun Solar: Since 1980, the Northwest's leading 
solar installer. Over 1,200 projects including solar hot water, 
solar pool heating, solar attic fans, and on- and off-grid PV 
systems. Dealer for Sol-Reliant™, The Solar Water Heater 
Built to Last - OG-300 and Bright Way™ approved. Phone: 
(888) SOL-RELY (888-765-7359). Web: www.MrSunSolar.com 
and www.SolReliant.com 

Pennsylvania 

Appalachian Wind Systems, LLC has been serving 

PA, WV & MD for 6 years. Distributor for Cyclone wind 
turbines, Synergy wind turbines, Sun solar panels, LED 
lighting, stand alone & grid tie inverters and other products. 
Site evaluations and financial analyses. We also sell, service & 
install 10-60 meter NRG meteorological towers & first stage 
wind analysis. For more information, call 724-452-0326 

South Carolina 

SC Solar designs /installs PV systems — residential, US 
military, solar lighting, water pumping, traffic management 
power systems. Solar thermal & micro hydro. Custom UPS 
systems for off grid. Installation area: NC, SC, VA, GA, TN, 
& Mexico. For more info & credentials: 803-802-5522 www. 
scsolar.com CCR# & Cage Code #1SLJ5. 

Texas 

Meridian Energy Systems specializes in the design 

and installation of high quality solar and wind energy 
systems throughout the State of Texas. ..and beyond. Factory 
trained technicians and NABCEP Inaugural Certificant on 
staff. Visit our website www.meridiansolar.com or call 
512-448-0055 
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Seraphim Energy, Inc. Full service electrical contractor 
serving the Columbia River Watershed. We specialize in 
on and off grid wind, sun and water powered systems, 
meeting all your design, installation and procurement needs. 
From 100W to 100GW, plug into Seraphim Energy. WA# 
SERAPEC971MG, 800.265.6288, www.seraphimenergy.com, 
re@seraphimenergy. com 



SolarWind Energy Systems, LLC P.O. Box 1234, 
Okanogan, WA 98840 (509) 422-5309 www.solar-wind. 
us WA Cont. # SOLARES983RQ. Serving Eastern WA & 
Northern ID grid-tied & off-grid RE systems. Solar PV, wind, 
solar hot water, remote stock watering. Design, installation, 
service, maint. Solar Energy International (SEI) trained. Lie. & 
bonded. bclark@solar-wind.us or jmartin@solar-wind.us 

Wisconsin 

Photovoltaic Systems Co., since 1980 we have been 
designing, installing and servicing solar electric systems 
statewide in WI. NABCEP Certified Installer, Xantrex certified 
dealer & authorized service cntr.; MREA instructor teaching 
basic thru advanced PV systems workshops. James Kerbel 
7910 hwy 54 Amherst Wi. 54406 715-824-2069 PVSOLAR® 
wi-net.com 

Wyoming 

Creative Energies Wyoming's premiere full-service RE 
company. Solar & wind power for remote cabins, homes & 
ranches, utility grid-tied solar & wind power, solar hot water 
& heating, solar water pumping & passive solar home design. 
We custom design a system that fits your needs & budget. 
Trace certified dealer. Phone/fax: 208-354-3001 toll free 866- 
332-3410 info@cesolar.com • www.cesolar.com 
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User Friendly Hydro Power 





Alternative Power & Machine 

4040 Highland Ave. Unit #H • Grants Pass, OR 97526 • 541-476-8916 
altpower@grantspass.com 

www.apmhydro.com 
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MAKE YGLR 
ELECTRICITY 
FROM SCRATCH I 



Want to Save Money!? 

Extend the life of your battery with. 

Nanopulser!!! 




FEATURES 

• Maximize battery life by decomposing sulfation 

• Desulfates slowly and gently w/ no damage to electrode plates 

• Capacity comes back in 1~2 weeks 

• Renews Flooded, Gel and AGM batteries 

• For best investment and results, install on your new batteries 

DISTRIBUTORS 

• AEE Solar http://www.aeesolar.com 

• Sunelco Inc. http://www.sunelco.com 

ASK YOUR LOCAL DEALERS 
FOR NANOPULSER 
OR CONTACT US DIRECTLY 




Pulse Genetech 
www.pulsegenetech.co.jp/en/ 



info@pulsegenetech.co.jp 

Pulse Genetech U.S.A., Inc. • 425-454-2520 



BZ Products Model MPPT250 

250 watt 25 amp Maximum Power Point Solar Control 

• Boost charge current up to 30% 

• Up to 25 amp output current 

• Microprocessor control 

• 95 % efficacy 

• 250 watt PV input 

• 12 to 24 volt input 

• Digital metering 

• PWM float control 

• Battery temperature sensor 
standard 

• 15 amp low voltage 
disconnect standard 

• Aux battery trickle charger standard 

• Five year warranty 

• Made in U.S.A. 

BZ Products, Inc. 

314-644-2490 • www.bzproducts.net • bzp@bzproducts.net 
7614 Marion Ct., St. Louis, MO 63143, USA 
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"\ HYDRDSCBEEH CD. LLC 



• Self Cleaning 

• Easy Installation 

• High Capacity 

• No moving parts 

• Pipe, ramp and 
box mountings 



Precision Wedge Wire 
Coanda Screens 

for Hydro, Agricultural, and 
Domestic Diversions from 
10 gpm to 500 cfs 



- We specialize in creatively engineering 
solutions for your unique hydro diversion 
screening needs. 

- Our solutions are cost effective with 
numerous screen mounting options; we 
also have durable 304 SS mounting boxes. 



Visit us at www.hydroscreen.com or 
call (303) 333-6071 
e-mail: RKWEIR@AOL.COM 
Mention this ad for special savings! 




The BEST Tool for Solar Site Analysis 



Easy to 
Use 




Ingenious design projects your horizon 
onto a sun chart for the full year. 

Perfect for optimal siting of: 
• Photovoltaic Arrays 
• Solar Hot Water Systems 

• Solar Homes 

• Greenhouses 
■ • Gardens 

Includes sun paths from 0-66° North 
& 0-49° South. With metal case & tripod 
$255, Handheld $175, (+S&H). 



Fast 

& Accurate 

3953 Marsh Creek Road 
Linden, TN 37096 

317-501-2529 fAhi ■' M " L I ' 

info@solarpathfinder.com • Fax 931-589-5400 



Solar 

All HJLAKIIFC ASkUhM? 

www.solarpathfinder.com 
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Our Home Insulation Primer 

Solar & Wind Perform Under 
Arctic Conditions 
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True System 

Communication 




We understand that effective communication is critical to success. 



That is why all of the power conversion products from OutBack incorporate system communications 
capabilities standard. Each part of the system from the inverter/chargers to solar charge controllers 
constantly exchanges information. This keeps your system running at its optimal performance while 
enabling you to monitor and control it via a single remote display. The result is a tightly integrated 
solution unlike anything else available. 

This is just another example of the engineers at OutBack Power Systems driving innovation in the 
alternative energy industry. 



Support your local dealers and installers Powe I" Syste ITIS™ 



1 9009 62nd Avenue NE, Arlington, WA 98223 
Telephone: 360.435.6030 • Fax: 360.435.6019 
www.outbackpower.com 




bp solar 



beyond petroleum® 



..e futur 

s in our hands 





www.bpsolar.us 



